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A TREATISE ON 

STEAM BOILEKS: 

THEIR STRENGTH, CONSTRUCTION, AND 
ECONOMICAL 'WORKING, 



" It is but rarely we have had to review a book in which so much 
sound information is so clearly and compactly stated, or in which 
there is such an entire absence of all irrelevant matter. Altogether, 
we regard Mr. Wilson's Treatise as the best work on boilers which 
has come under our notice/' — Engineering. 

"The best Treatise that has ever been published on steam 
boilers."— The Engineer. 

" There is scarcely a page in it that does not contain some hint 
the proprietor of a steam boiler will find it to his interest to 
know." — Mechanics' Magazine. 

" The author shows himself to be perfect master of his subject, 
and we heartily recommend all employing steam power to possess 
themselves of the work."— Iron Trade Circular. 
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ADVERTISEMENT TO THIRD EDITION. 



In issuing a Thijrd Edition, the writer begs to state 
that want of leisure has prevented him from adding 
fresh matter, and he takes the opportunity to notify- 
that he will be glad ta receive any suggestion or infor- 
mation with a view to increase the usefulness of the 
work in case a future edition may be called for. That 
the book is likely to be useful, far beyond the writer's 
expectations, is. testified by the flattering manner in 
which it has been received by the scientific and 
technical press and by many eminent engineers at 
home and abroad 



10, St. George's Terrace, 
Camp Road, 

Leeds, May, 1875. 



PREFACE TO THE FIRST EDITION. 



This book does not pretend to give any new facts or opinions 
upon the subject of which it treats. Any claim to attention it 
may deserve is based upon its being an attempt to embody the 
principles of boiler construction and management, together with 
numerous opinions collected from the writer's experience in 
boiler inspecting, and from various sources not accessible to the 
majority of those engaged or otherwise interested in the appli- 
cation of steam. 

Many of those opinions advanced, which are founded on 
experience, may require repeated modification with increased 
opportunities of observation and as new light is brought to 
bear on the various questions by further experiments. 

As anything like a complete history of boiler progress is 
beyond the scope of such a small work as this, only a slight 
sketch of the salient points has been attempted in the first 
chapter. A complete history, accompanied by remarks pointing 
out the defects that have led to the disuse of many inventions 
connected with boiler work, would be of real service to many, 
for, judging by the frequency of the repetition of old defects, it 
would appear to be even more important to know what to avoid 
than, what to adopt in designing new boilers. 

It is almost impossible in a work like this to mention 
authorities for all the information given. Where considered 
necessary, the authorities have been cited; but it may be 
desirable to specially enumerate the following works that have 
been most largely drawn upon for information : — Sir W. 
Fairbairn's " Useful Information for Engineers," Peclet's 
" Traite" de la Chaleur," Professor Rankine's " Steam Engine 
and other Prime Movers," Mr. D. Kirkaldy's ,c Experiments on 
Wrought Iron and Steel," Mr. E. J. Reed's " Shipbuilding in 
Iron and Steel," and numerous articles in "The Engineer," 
4 'Engineering," and "The Mechanics' Magazine." 

May, 1873. 
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STEAM BOILEKS, 



CHAPTER I. 

INTRODUCTORY. 



The enormous development attained by the system of em- 
ploying steam is to be ascribed to its commercial success. Only 
so long as it continues to be regarded as less costly than other 
agents will steam retain its present position as a motive power, 
and for the various purposes in chemical and other manufactures 
to which it is so largely applied. 

Yet there are certain theoretical considerations in connection 
with the present mode of employing steam, which, regarded in 
the abstract, clearly indicate that we are by no means justified 
in concluding that it is the most economical motive power 
obtainable. Many attempts have, in consequence, been made 
to replace steam as a prime mover, but without success, as there 
are found inseparably connected with the employment of all 
other agents certain practical difficulties which have as yet 
proved insuperable. 

It is not likely we shall soon see these obstacles overcome ; 
and even supposing the successful employment of some more 
suitable prime mover were rendered practicable to-morrow, it 
would be so long before the present arrangements could be re- 
placed, that it would still be to our interest to strive to improve 
our modes of employing the agent we now possess, and to in- 
quire in which direction further progress in \ta wioiiom\<3ak %!^&l~ 

cation seems to set 

•a 
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It is long since theoretical deductions indicated the economical 
advantages to be derived from the use of high steam pressures 
combined with high grades of expansion in the cylinder. The 
practical difficulties that stood in the way having been gradually 
and successfully overcome, the result has been the marked 
changes from the 7 -lb. and 10 lb. pressures, so common forty 
years ago, to the pressures of from 70 lbs. to 150 lbs. at present 
employed, and the more general employment of the higher pres- 
sures will be demanded as the advantages of using steam expan- 
sively become more generally recognised. 

One of the impediments to progress in this direction is the 
difficulty of obtaining reliable vessels of sufficient strength and 
simplicity combined with moderate cost of construction and 
maintenance for generating and containing the steam. 

This difficulty can scarcely be said to be in a fair way of 
solution, judging from the numerous prodigies boiler engineering 
has called into existence. It is not intended here to describe 
the boiler of the future — that cannot be done until experience 
shall have shown the advantages and defects of the many high 
pressure tubulous boilers recently introduced, and which are as 
yet only on their trial — but rather to set forth the principles of 
construction and management, a knowledge of which is essential 
to the safe and economical employment of the types of boiler at 
present chiefly used. 

A steam boiler may be defined as a close vessel in which 
steam is generated. It may assume an endless variety of forms, 
and can be constructed of various materials. 

Boiler making now holds an important position among the 
practical arts. Its progress has been aided chiefly by the in- 
creased facilities of procuring suitable materials, by the improve- 
ments made in working them, and also by our better acquaint- 
ance with the laws on which the safety and economy of boilei 
construction and management depend. 

In the early days of the steam engine, vessels of copper and 
cast-iron were used for generating the steam in. It is recorded 
that structures of stone, and even of wood with internal flues 
of copper and iron, were at one time employed. These, how- 
ever, were probably not subject to any but atmospheric pressure. 
The high price of copper must forbid its ever being used exten- 
sively, when cheaper materials are to be found. When pressures 
of 7 lbs. to 10 lbs. above the atmosphere came into use, cast- 
iron was found unreliable and treacherous for the boilers as at 
* h *t time constructed. It was therefore discard. \u i&tfwNt 
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of wrought iron, which was probably not employed at first in 
consequence of the difficulty found in working it and in making 
steam-tight' joints. It has, however, of late years become the 
material employed, almost to the. entire exclusion of all others. 

Now that steel has been introduced for boiler making, we can 
not look forward to any further progress in the direction of 
obtaining a stronger material. Any effort to increase the 
strength of boilers should therefore be aimed at improving their 
shape and the disposal of material This has been done con- 
spicuously in the case of the various spherical, tubulous, and 
other so-called "unit," " segmental," or " sectional " boilers 
recently introduced. 

The variety of shapes in which boilers are made, and in the 
attainment of which much ingenuity has been exercised, is due 
to the various ends they have been designed to meet. Among 
these may be mentioned strength, durability, smallness of bulk 
and weight, saving of labour and material, greater extent and 
efficiency of heating surface, improvement of circulation, preven- 
tion of smoke, economy of fuel, facility of examination, clean- 
ing, and repairs. 

A very early form of steam boiler was made spherical, of 
cast-iron, with the lire underneath. 

Owing to its limited heating surface, it was soon replaced 
by vessels more favourable in this respect. A cylinder with 
flat bottom and curved top, having encircling flues, was soon 
adopted. To increase the strength of the bottom, it was found 
necessary to arch it inwards. With a view of obtaining still 
more heating surface, the vertical cylinder, in its turn, gave 
way to the horizontal oblong boiler. When wrought iron came 
into use, larger dimensions than had hitherto been employed 
were ventured upon, and the " Wagon " boiler first made by 
Watt, and so much in vogue, especially in Lancashire, thirty 
years ago, was at length produced. After passing through 
various modifications of form, designed with a view to increase 
the strength and amount of heating surface, this type is now 
rarely to be met with. Its tendency to change of shape, even V 
in spite of elaborate staying, renders it unfit for the pressures 
now commonly employed. 

With inclined sides and hemispherical top, the old vertical 
cylindrical boiler developed into the " Haystack," or " Bal- 
loon" boiler, of wrought-iron. This shape enjoyed a long run % 
and many specimens are still to be found in \&& ^W&.o"t&*tevt*> 
district, some of them as large as 20 feet m &&oi«\.«£. 
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Owing to the- want of heating surface, and liability to give 
way at the bottom, these boilers are disappearing before those 
of the present smaller cylindrical type, which, on account of 
their strength, are now mostly employed. 

The simplest is that of the horizontal, externally-fired class, 
with flat or cambered, but most commonly with hemispherical, 
ends, called the " Egg-end " boiler. To increase the extent of 
heating surface, without adding to the bulk of the boiler, the 
iuternal flue was introduced, through which the hot gases 
parsed on their way to the chimney. 

In order to economise fuel, the fire was at last placed inside 
the tube, giving us the " Cornish " boiler, its name being taken 
from the district where it was first mainly employed. In con- 
sequence of the weakness of the large diameter of the single 
internal flue, when a large grate area was required, two flue 
tubes instead of one were adopted, which gives us the " Lan- 
cashire " boiler. 

Numerous modifications of these two types are to be found. 
There is the " Breeches- flued " boiler, having the two furnace 
tubes combining into one long tube behind the bridge. The 
weak form of the combustion chamber or neck uniting the 
double furnace tubes with the single flue tube, which, however, 
admits of being strengthened, has been the source of frequent 
disasters. This defect, although not incurable, along with the 
diminished heating surface of the single tube, has led to the 
disuse of this boiler. There is also the " Butterly " boiler, 
with circular, or elliptical, internal flue. The concave arch at 
the front end, which was introduced to obtain a larger fur- 
nace, is of very weak shape, and renders this boiler unsuit- 
able for high pressures. It is consequently passing out of 
date. 

Another description is the multitubular boiler. The number 
of small tubes are introduced to gain more heating surface. 
The weak point of some specimens of this class is the combus- 
tion chamber, which requires strengthening by water tubes or 
other means. 

In order to increase the amount of heating surface and 
the strength of the large internal flue tubes, as well as to 
improve the circulation of the water, small transverse water 
tubes have been added to the main tubes. The most conspicuous 
example of this modification of the "Lancashire" is the 
" Galloway " boiler, which has long found favour with steam 
nsers. The weak elliptical tube, when its form \a \xo\» V** 
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irregular, can be adequately streugthened by the vertical 
conical water tubes, and the whole made capable of sustaining 
as great a pressure as any of the internally- fired class enume- 
rated. 

It must, however, not be forgotten that the advantages just 
mentioned are gained by the sacrifice of simplicity, and 
they increase the difficulty of examination, cleaning, and 
repairs. 

The "French or Elephant" boiler, with its two " bouilleurs " 
or heaters below connected by water tubes to the main shell 
above, though much used in France, has not come greatly into 
use in this country. 

The various forms of vertical boilers with chimneys or flues 
passing through the steam space, may be described as modifi- 
cations of the *' Cornish" type placed on end. By altering 
the posture, however, many properties of the boiler are mate- 
rially affected. 

The vertical is the most protean of all the types of boilers, 
and, as a rule, the most wasteful of fuel. At the same time, 
their convenient shape renders them an invaluable adjunct to 
many branches of industry. 

The u Rastrick " boiler, used extensively at iron works, 
is a vertical cylindrical boiler of large diameter, with one 
central longitudinal flue tube, communicating with two or more 
horizontal tubes through which the gases from the furnaces 
in connection pass to the central tube on their way to the 
chimney. 

The " Locomotive" type is much used where little space is 
available, and, when the flat surfaces of the firebox are pro- 
perly stayed, it can be made a very servicable and reliable 
boiler for high pressures and rapid generation of steam. 

Some of the above-mentioned boilers have circulating and heat- 
ing tubes added, such as Field's, Gadsby's and others, which 
add greatly to their steaming power, especially when new, and 
also, it must be admitted, to their complication. 

Besides these cylindrical boilers, which are more or less of a 
simple type, there are the various kinds of so-called tubulous 
boilers now coming rapidly into use. These are, for the most 
part, modifications of the type first introduced by Woolf, con- 
sisting of numerous pipes, in which the steam is generated, 
communicating with a receiver above, in which it accumu- 
lates. The object aimed at in these boilers is safety ferca. Sns*- 
astrous explosions and economy ofc S\ie\. ^Sox n^vj \^^ 
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pressures, some arrangement of this description will doubtless 
come largely into future use, but at present the design of more 
than one type appears to be in a transition state, and several 
very ugly, though not fatal, explosions have already occurred 
with some of these so-called inexplodable boilers. 



CHAPTER It. 

STRENGTH OF CYLINDER, SPHERE, AND FLAT SURFACES. 

In analysing the various forms of boiler shel's, they are found 
to resolve themselves into the cylinder, oval, sphere, cambered 
aud flat surfaces. 

THE CYLINDER. 

According to the well known law of hydrostatics, the pres- 
sure of steam in a close vessel is exerted equally in all 
directions* In acting against the circumference of a cylinder, 
the pressure must therefore be regarded as radiating from 
the axis, and exerting a uniform tensional strain through- 
out the enclosing material. Its tendency to cause longi- 
tudinal rupture, or to rend the cylinder in lines parallel 
to its axis, may be considered as a force acting and react- 
ing in opposite directions to divide the cylinder in two. 
As it must be exerted on equal areas in order that the action 
and reaction may be equal, this divellant force may be con- 
sidered as the pressure exerted on the semi-circumference, and 
tending to rupture the cylinder in a plane drawn through the 
diameter. It follows, however, from the pressure actiug 
equally in all directions, that the whole amount exerted on the 
semi-circumference is not equally effective in producing strain 
perpendicular to the diameter through which the cylinder may 
be assumed to rend. 

If we examine the force tending to cause rupture through 
the horizontal diameter A B. (fig. 1), we shall rind the pres- 
sure is exerted directly upwards and downwards only along the 
vertical diameter CD. As we recede right aud left from this 
line, the pressure is exerted diagonally with diminishing verti- 
cal effect, to produce tension at A. and B., until it vanLvh.e& 
altogether when we reach these points. 'YYitt t*&ta\. \j«fe»M.<& 
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Fig. 1. 
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at any point may be resolved into two forces, the one 
vertical and the other horizontal. It is evident the 
latter has no tensional effect at A B. By taking the com- 
ponent vertical forces at an infinite number of points in the 
semi-circumference, it can be proved that their sum is equal 
to the full pressure exerted on a line equal in length to the 
diameter. 

We may consider the cylinder as composed of a number of 
rings of a unit's length, say 1", placed side by side, each of 
which resists the pressure independently of the rest. 

Let A B D represent such a ring, and let P = pressure 
per square inch ; x y, a very small portion of the circumference, 

and a the angle it makes 
with A B. The pressure ex- 
erted upon x y 9 along the 
radius which passes through 
its centre, will be P x x y. 
If we decompose this force, 
the vertical component will 
be represented by P x x y 
X cosin. a ; but x y x cos. 
a is equal to the projection 
b b of the arc x y on the 
diameter A B. The vertical 
component will then be equal 
to P x b 6, and the sum of 

all the vertical components 
will be P x A B. * 

Hence the force tending to rupture the cylinder longitudinally 
is represented by multiplying the diameter by the pressure on 
each unit of surface. As this applies only to a cylinder of a 
unit's length, it is evident that the total amount of force 
tending to divide the cylinder in lines parallel to its axis is 
found by multiplying the above product by the length of the 
cylinder. The practical truth of this has been proved by 
experiment. 

The retaining force opposed to this pressure is evidently the 
resistance of the material at the two opposite sides which bear 
the strain. 

The manner in which the strain is borne by the material 
depends greatly on its thickness. When this is considerable, 
compared with the diameter, as in hydraulic presses and 
cannon, the inner layers of fche material are more severely 
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taxed than those on the outside. This difference may be so 
great that the latter render no material assistance to the 
former. If we take two straight bars of the same material and 
section, but of different lengths, and submit them to the same 
tensile strain, they will be stretched, within certain limits, in 
proportion to their length. Suppose a bar 1 foot long is 
stretched -£§ iuch by a given weight, then a similar bar 10 feet 
long would be elongated 1 inch by a similar weight, the exten- 
sion being simply a factor of the length.* In a cylinder, say 
of 3 inches diameter and 2\ inches thick, we may consider the 
thickness as divided into J-inch layers. The inner layer will 
have a mean length of about 11 inches, whilst the outer one 
*ill be about 23£ inches long. Suppose the material just 
capable of bearing an elongation of -fe inch per foot, then the 
inside layer would be damaged by an internal force that would 
expand the cylinder -^ iuch in diameter, whilst the outside 
layer would be stretched only to about one-half its teusilo 
limit, being twice as long as the other. From this it may be 
seen how any increase in thickness beyond a certain degree 
may not add to the strength of the cylinder. The thickness of 
boiler shells and tubes is, however, so small compared with 
their diameter, that the tension from the radial pressure may 
be regarded as being uniformly distributed throughout the 
material, the whole section thus acting together to resist the 
strain. 

The strength of the cylinder to resist transverse pressure is 
therefore proportionate to the thickness, aud is represented by 
the tenacity or tensile strength of the material multiplied by 
the section on both sides, or twice the thickness multiplied by 
the length. 

At the moment of rupture, this retaining force is equal to 
the bursting pressure. 

Representing the pressure in lbs. per square inch by T, 
the diameter in inches by D, the length by L, the thickness of 

* From the results of some tests of wrought-iron bars, Sir W. 
Fairbairn erroneously deduces a rule which makes it appear that the 
rate of elongation increases with the decrease of length. On approaching 
the breaking strain, a bar of good iron of uniform section always draws 
out considerably at and near the point of fracture. The amount of this 
local elongation, provided it be free to act, is independent of the length of 
the bar, and consequently, the ratio it bears to the total length increases 
as the length of the bar decreases. This fact has evidently been over- 
looked, and is apparently the cause of the error which Vvta \nwcv ?^w^i 
accepted until indicated by Mr, Kirkaldy. 
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the material in inches by T, and its tensile strength by c we 
haye at the point of rupture 

PDL= 2TLc. 

The factor L can be suppressed, and the equation stands — 

P D = 2 T c. 
DP 



T = 



2c 



In calculating the strength, it is usual to consider the length 
as unity. The correctness of this is here shown, the extra 
pressure due to increased length being balanced by a propor- 
tionate increase of material. 

Although the length does not affect the strength of a cylin- 
drical boiler with respect to the action of the internal pressure 
per se, we shall afterwards find that the length is an important 
condition when the expansion and contraction of the boiler on 
its seating are regarded as elements of weakness. 

From the foregoing considerations, it is obvious that the 
strength of a cylindrical boiler to resist longitudinal rupture is in 
direct ratio to the thickness aud tenacity of the material, and 
inversely as the diameter and the pressure. Speaking theoreti- 
cally, and assuming the material of a cylinder to be of perfectly 
uniform strength throughout, it would be uniformly stretched, 
and its diameter increased by sufficient pressure. On reaching 
the bursting point it should give way all round its circumference 
at the same instant — in fact, be " blown to atoms." Of course 
this argument is entirely hypothetical In practice there are 
always one or more lines of less resistance through which the 
fractures pass, leaving the rest of the material comparatively 
intact. 

The tendency of the uniform radial pressure is to maintain 
the perfect circularity of the cylinder and to restore this form 
when it is departed from. Should the cylinder be somewhat 
oval, the two opposite sides at the extremities of the minor 
axis, having a greater pressure against them, will have a 
tendency to bulge outwards until their resistance becomes equal 
to that of the rest of the circumference. 

This equilibrium of pressure and resistance can only be main- 
kaiued when the circumference is perfectly circular. 
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In a shell of wrought iron, the perfect circularity cannot be 
obtained when the plates overlap longitudinally. In this case 
the deviation from the accurate circle is usually but trifling, and 
the weakness caused by the lap is rather to be attributed to the 
unequal distribution of the strain through the plates at the 
joint, than to the deviation from the circular form. 

In a cylinder made with flat ends, the strength imparted by 
these renders it less liable to stretch at the extremities than at 
mid-length. Such a cylinder has thus a tendency, under in- 
ternal pressure, to assume the form of a barrel 

Assuming the material to be sufficiently pliable, like india- 
rubber, and able to bear sufficient stretching, the sides would be 
further curved, and the spherical form be eventually attained by 
sufficiently increasing the pressure. 

In very short cylinders, the ends play an important part in 
increasing the resistance to bursting longitudinally ; and where 
the length does not exceed the diameter, the strength approaches 
that of a sphere. In practice, however, local weakness arising 
from various causes — such as corrosion of plates and rivet heads, 
flaws, <fec — may lead to failure, against which the aid from the 
ends cannot be couuted upon. 

Again, in oval shaped boilers, the end plates assist materially 
in maintaining the shape against the tendency to become 
circular under internal pressure. Since the aid lent by the ends 
diminishes as the distance from these increases, an oval boiler is 
most liable to change of form at mid length. 

In consequence of their tendency to alteration of shape under 
pressure, it is almost impossible to give any rules for the .strength 
of elliptical boilers, as their resistance varies with every change 
of shape, according to very complicated laws. 

We haVe now to consider the strength of a cylinder to resist 
bursting in a plane perpendicular to its axis. The force tending 
to divide it transversely by separating two contiguous rings is 
evidently the amount of pressure exerted against the two ends 
which may be represented by the area of the cylinder multi- 
tiplied by the pressure per square unit of surface, or 

4 

The resistance opposed by the cylinder to this lox^i^ixaA 
force is measured by the tenacity of .t\& m^tot\A wA "Sa» 
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amount brought into play to withstand tha pressure. This is 
evidently the whole circular section of the cyliuder, and a« the 
strain acts directly, the whole tensile resistance of the material 
is exerted. The strength is therefore expressed by the area 
of the annular section multiplied by the tenacity of the material, 
or 7r T (T + D) c, when rupture is about to take place the 
bursting force and resistance are equal, therefore, 

tBH = «- T(T + D)c, 



't- '(!")* 



T 
neglecting — , which is usually small, we get 



4c 
As the formula for the longitudinal strength is 

2c > 

on comparing these two formulae we see that with the same 
internal pressure, diameter, and thickness of shell, a cyliudrical 
boiler is twice as strong transversely as longitudinally. 

It must not, however, be concluded from this that a cylin- 
drical boiler is always more liable to burst from lougitudinal 
than from transverse weakness. Many explosions occur from 
the latter source, the cause of which we shall consider fully 
when treating of the wear and tear of boilers. 

It may be here observed that in most experiments on the 
tenacity of metals, the material is not subjected to any lateral 
strain, whereas in a cylinder under internal pressure the metal 
is strained both longitudinally and transversely at the same 
time. The question then arises whether this circumstance has 
any influence on the strength of the material, and whether we 
are justified in taking the direct tensile strength in calculating 
the resistance of a cylinder. This question has long been set 
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at rest by the direct experiments of Navier on wrought-iron 
spheres, as well as by long experience with boilers at work, 
which show conclusively that the strength of the metal is not 
affected when it is strained simultaneously in all directions, 
and the resi tance is the same as when the stretching is ex- 
erted in one direction only. 

A table of the strength of wrought-iron boiler shells of dif- 
ferent dimensions is given at page 311. 

A cylinder or tube in resisting external fluid pressure may 
be considered as an arch. As the pressure is exerted equally 
all round the circumference, the figure, in order to resist it 
uniformly, should be similar to itself all round, and therefore 
a circle. Speaking theoretically, if the circular form be per- 
fect, and the resistance of the material quite uniform through- 
out, the tendency of the pressure will be to diminish the dia- 
meter by compression. On its compressive strength being ex- 
ceeded, it will depend on the nature of the material and other 
conditions, whether the thickness of the cylinder will increahO 
in proportion as the diameter is diminished, or whether the 
material will also be forced out at right angles to the pres- 
sure against it, thus lengthening the cylinder. 

The force against any two opposite sides tending to close 
them together by forcing out the rest of the circumference at 
right angles will be exactly balanced by the resisting force ex- 
erted here, and the whole pressure aud resistance will be in 
equilibrio at all points of the circumference. 

Should, however, the figure and material of the cylinder not 
be perfect, which is always the case in practice, and more espe- 
cially in tubes of considerable diameter compared with the 
thickness, the equilibrium is destroyed,' and the tendency of 
external pressure is to aggravate any deviation from the circular 
form and consequently to cause collapse by excessive pressure. 
The collapsed cylinder may assume various shapes, depending 
upon the original form and want of uniformity of strength in 
the material. 

It has been shown that the strength of a cylinder to resist 
internal pressure was not affected by its length, when we disre- 
gard the extra strength imparted by the ends. But it is other- 
wise with a cylinder exposed to external pressure, its power of 
resistance being materially influenced by its length. 

The important part played by the length of a cylinder in re- 
sisting external pressure is not generally \iudenfcxA.\\sita&^ 
until a, few years ago, it was altogether unknown* *jeA^r*& sh&S 
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ascertained by experimeut. When we bear in mind that the 
tendency of internal pressure is to rectify any deviation from 
the circular form, whereas external pressure tends to aggravate 
any distortion, it can be clearly seen where the analogy of the 
two cases fails in considering the effect of the length upon the 
power of resistance. Were the cylinder under external pres- 
sure theoretically uniform bo+h with respect to material and 
shape, the length would not affect its power of resistance if we 
disregard any additional strength lent by end attachments, which, 
however, in this case would exercise only a limited influence. 
Such a theoretical cylinder is self supporting with respect to the 
pressure. But on the least departure from the shape on which 
this self-supporting principle depends, it is evident that the as- 
pistance of the end attachment is very material in maintaining 
the form of the tube. 

The value of this assistance will decrease as the distance 
from the ends increases. Hence the surface of an irregular 
cyliuder or oval tube may be regarded as a beam supported at 
both ends, having the load uniformly distributed. The strength 
of the tube must therefore be dependent on the laws which 
govern the strength of beams. Any strip of a unit's width 
taken for estimating the strength must, however, be regarded as 
a beam of undefined section, in consequence of the strength 
imparted by the arched form, and the material on either side. 

The rule usually employed for the strength of cylindrical x 
tubes, subject to external pressure, is deduced from the results 
of a valuable series of experiments conducted by Sir W. Fair- 
bairn, and given in the second series of his " Useful Informa- 
tion for Engineers. " It is as follows : — 

Te 2 ' 19 

P = 806,300 x — (1) 

LD 

a convenient modification being 

P = 33-61 x ( 10 ° *> 219 (2) 

LD w 

For facility of calculation it may be written, 

Log. P = 1 -5265 + 2-19 log. 100 k — log. L D. 
Here P = collapsing pressure per square inch. 
Tc = thickness of tube in inches. 
L = length of tube in feet. 
D — diameter of tube in inches. 
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The following numbers usually required for K 2 " 19 may be 
useful : — 

Q v 2 19 

x =0 02558. 



® - 



/ 7 \ 2l9 



= 0-03535. 



2*19 

= 0-04803. 



(1 \ *"«» 
t) -°- 



9 \ 219 
A =0-06216. 



/ 5 \ 2 ' 19 

IJL) =0 07829. 

(1 1\ 2 ' 19 
— 1 =0-09646. 

(O X 219 
±\ =011671. 

(1 <*\ «*!• 
_1 =0 13908. 
32/ 



( 



It \ 2*19 

_Ll =0 16358. 



/15 x 219 

1 X 2 " 19 



/I R\ a - iw 

fir J =019027. 



= 0-21915. 



(t) - 

( 



1T\ 219 

1L) = 0*25027. 

32/ 

(Q \ 2 19 
_} =0-28364. 

_) =0-35725. 



Instead of the 2*19 power, the Bquare of W& ^dasSkmha ^ 
usually taken as being sufficiently correct tot Tgt*sXv». *V\£fe 
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it may be remarked, gives a higher collapsing pressure, the 
thickness being always in fractions of an inch f« r boiler tubes. 
For ordinary lap-jointed tubes, the square of the thic*ness gives 
a result nearer the collapsing pressure, found by experience with 
boilers in use. It must, however, be observed that the experi- 
ments referred to were made with tubes of a length not ex- 
ceeding 15 diameters. Theoretically speaking, when this pro- 
portion of length to diameter is exceeded, the collapsing pres- 
sure given by the rule is too high. This objection applies, 
practically, to small solid-rolled wrought-iron and brass tubes. 
But when the tubes are made up of courses of plates, the 
lap or butt joints at the ring seams become an element of 
strength, the tube being virtually divided by these into so many 
short lengths. These transverse joints only require to be made 
sufficiently strong, in order to render the distance between them 
the actual length by which the collapsing strength is to be 
measured. The most important result of this fact is the power 
it gives us of reducing the thickness of the plates, without 
diminishing the diameter or total length of the tube. 

Bearing in mind that the strength is impaired by any devia- 
tion from the true circle, it is obvious that the employment of 
the lap joint for the longitudinal seams must have an injurious 
effect on the resisting power of a tube. 

In the experiments referred to, two tubes were tested, 37 inches 
long, 9" diameter, and J" thick, one having single riveted lap 
joints, and the other butt joints, with a single strip at the longitu- 
dinal seams. The results showed a loss of more than one third 
in strength of the former, as compared with the latter, the ratio 
being 7 : 10 nearly. We then see how seriously the collapsing 
strength of even a short tube, only four times the diameter in 
length, is impaired by a departure of -j^th of the diameter from 
the circular form, and the necessity of welding or butting the 
plates when great strength is required. In practice, however, 
the longitudinal seams of furnace tubes are usually arranged to 
break joint in successive courses of plates. This arrangement, 
together with the increase of strength due to the lap at the ring 
seams, appears from experience to bring the collapsing strength 
fully up to that given by the formula, 

p = 800,300 fe 2 (g) 

LI) """ V ; 

In cMsrs where the circularity is not departed from to a greater 
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extent than twice the thickness of the plates composing the 
tube. 

When the plates are arranged so that their length in a longi- 
tudinal direction is short and the longitudinal seams break 
joint, the weakness of the irregular cylinder is not so likely to 
be in line, and the tube is therefore stronger than when the 
plates are narrow and arranged lengthwise along the tube with 
the seams in line from end to end. For this reason the latter 
arrangement should not be employed unless the tube has a 
large margin of strength, and in such a case it is better in cal- 
culating the collapsing pressure to use the 2*19 power of the 
thickness of plate. 

The difficulty of maintaining the cylindrical form increases 
with the diminution of the ratio which the diameter of the tube 
bears to the thickness. This is not taken into account in the 
formula ; but experience proves that it need not be regarded 
when the diameter does not exceed 150 times the thickness. 

In order to show that the rule for the strength deduced from 
his experiments on tubes of limited size holds good for tubes of 
greater length and diameter, Fairbairn records some experi- 
ments on a large scale with two boilers 35 feet and 25 feet long, 
the tubes being in both cases 3' 6" diameter, and composed of 
£ plates. The 35-foot tube collapsed with 97 lbs., and the 
25-foot tube with 1 27 lbs. per square inch. By formula (1), 
these pressures should have been respectively 64 lbs. and 
89 lbs. By using the square of the thickness as in formula (3), 
these figures would stand 78 lbs. and 109 lbs., which accords 
more closely with the results of the experiments. 

In actual work, the form of a horizontal furnace tube is 
probably somewhat distorted by the heat, which is greater on 
the top than on the bottom. The effect of expansion by heat 
on a loaded arch resting on its abutments will be to increase its 
height ; but it will depend upon the original shape of an ordi- 
nary cylindrical tube pressed externally all round its circum- 
ference, whether the effect of the heat acting on its crown will 
cause an increase of diameter vertically or horizontally. The 
application of heat to the flattened crown of a slightly oval 
furnace tube would tend to restore the circular form were the 
tube not under pressure. But the effect will be altered when 
it is pressed all round. The heat will now farther aid the 
pressure to increase^ the distortion by forcing out the sides. 
Should, on the other hand, the flatness be m \Ja» «\i\8&^ *0w& 
heat will tend ntill farther to increar-e the \v«\^\\. ul \\*» «ww\j^ 
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and so again add to the distortion. The question then arises, 
whether the direction of the elliptical form has any influence on 
the strength of a horizontal furnace tube; There can be little 
doubt that the tube is considerably weaker when the smaller 
diameter is vertical than when it is lateral) probably owing to 
the fact, that the resistance to longitudinal expansion offered by 
the end plates tends to flatten the crown, at the same time the 
heat renders the plates most pliable and susceptible to the in- 
fluence of the pressure when the crown is flattened. In addition 
to this, the pressure due to the displacement of the water 
being greatest on the under side, its effects will be more felt 
when the tube is flattened vertically, than when the flattening 
occurs laterally. 

In elliptical tubes the resistance to flattening varies inversely 
as the largest radius of the curvature. The weakness of such 
tubes was clearly shown in Fairbairn's experiments. A tube 
14" x 10£" diameter, 5 feet long and J- inch thick, collapsed 
with 6*5 lb3. pressure, another tube 20i inch x 15^ inch 
diameter, 5 feet 1 inch long and i inch thick collapsed at 1 27| lbs. 
per square inch. These results show that the general formula 
applies sufficiently correctly to elliptical tubes by substituting 
for D the diameter of the larger circle of curvature in the tube, 

or D = where L and S are respectively the major and minor 

S 

axes of the ellipse. 

The comparative weakness of cylindrical tubes under ex- 
ternal pressure will be seen from what has been stated above, 
and the formulae given are sufficient data to enable us to find 
an expression for the maximum length of a cylindrical tube 
having a collapsing strength equal to the bursting strength of 
any given diameter of boiler. 

Taking the strength of a single riveted joint as 26,340 lbs. 
= c ; p s internal or bursting pressure ; K = thickness ; 
D = diameter and inches ; L = length in feet, we have 

52, 680 K 

P = — D — ; 

where P = external or collapsing pressure, we have 

806,300 x K 2 



P = 



DL 
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Calling R the ratio of boiler tube diameter to shell diameter, 
we get, 

p L 



P " 153 x K 

when P = p f we have 



X R 



L = 



15-3 x K 
R 



Taking a Cornish boiler of § plates, having a tube one-half the 
diameter of shell : 

L = 15*3 X -375 x 2 = 11 '47 feet. 

Thus we see that the boiler in this case should "ot exceed 
11^ feet in length to be equally strong in shell and tube. As 
the former will not be impaired by lengthening, we have only to 
make the latter in 11^ feet lengths, in « order to preserve an 
equality of strength in tube and shell, having their diameters 
in the ratio of 1 : 2, whatever length the boiler may be. 
A table of collapsing pressures is given on page 314. 



THE SPHERE. 

From what has already been stated concerning the action of 
steam pressure in a close vessel, it will readily be seen that in 
order to resist the pressure throughout its whole surface in an 
equal manner, the containing vessel must be similar to itself in 
all its parts. This property is possessed only by the sphere, 
which renders it the best of all forms for resisting internal 
pressure. 

To the sphere also belongs the property of containing the 
greatest volume within a given amount of surface, and owing to 
this the internal fluid pressure tends to make any containing 
surface assume the spherical form. 

By employing a modification of the reasoning we used in 
demonstrating that the internal pressure tending to rupture a 
cylinder in lines parallel to its axis is to be measured by the 
diameter, and not by the semi- circumference of the cylinder, 
we should find that the internal pressure tea da to Vroxs& ^ 
sphere through the largest plane we can draw \»\itom^cv \\».> ^\^S& 



20 A TREATISE ON STEAM BOILERS. 

to be measured by the area' of its diameter, and not by that of 
the hemisphere. The divellent force can therefore be repre- 
sented by the formula, 

P X . 

4 

The resistance opposed to this force is that due to the tensile 
strength of the material multiplied by the area of its section 
in the circumference of the sphere and can be expressed by 

if T (T + D) c ; 

when rapture is about to take place these two formulae must be 
equal, therefore 

1 -P i " = v T (T -h D)c, 



whence we get, as at page 12 



T PD 

TP 

the same expression that we obtained for the transverse strength 
of a cylinder. The sphere therefore is twice as strong as a 
cylinder of the same thickness and diameter is longitudinally, 
i The relative strengths of the sphere and cylinder may be con- 
< sidered in another manner : — taking the diameter of a sphere as 
unity, its circumference is 3*14159, and area 0*7854. A 
cylinder of the same diameter and equal sectional area must be 
•7854 long. The sum of the two sides is, therefore, 1*5708, 
or naif the circumference of the sphere, and therefore only 
half as strong. This, of course, leaves out of consideration the 
strength imparted by the ends which, however, cannot be 
counted upon when the cylinder is long in proportion to the 
diameter. 

In a cylindrical boiler of uniform thickness throughout, with 
hemispherical ends, the strength of these, being portions of a 
sphere of the same diameter as the boiler, is evidently equal to 
that of a cyliuder of equal diameter to resist trausverse rupture, 
and twice as great as the strength in a longitudinal direction. 
Jt is clear, then, that the ends of this form are unnecessarily 
strong compared, with the cylindrical portion of the boiler in its 



FLAT SURFACES^ 21 

power to resist longitudinal rupture, by which the strength of 
the boiler is measured. 

By making the ends cambered to a radius equal to the 
diameter of the cylinder, their strength will be equal to that of 
the shell, as they will then be portions of a sphere having a 
diameter double that of the cylindrical barrel. By this means 
we employ the least amount of material consistent with ade- 
quate strength. 

In diminishing the camber of the ends, the amount of 
material to resist being torn asunder decreases less rapidly 
than the tensile force exerted upon it. The tensile strength of 
the ends is therefore increased by flattening, although their 
resistance to bulging is reduced. Their efficiency in strengthen- 
ing the cylindrical portion of the barrel will be farther increased 
as the amount of camber is reduced. But as the cylinder 
should be sufficiently strong of itself, the ends are not required 
to aid it, and should be designed simply with a view to resist 
bulging outwards by the pressure. 

The manner in which a cambered end plate resists bulging 
is, perhaps, best understood by regarding it as a portion of the 
sphere to which it belongs. The radial pressure in this case 
tends to maintain the form of the segment as well as if it were 
a whole sphere, and the plate will fail by bulging only on ex- 
ceeding what would be the tensile strength of the material in 
the sphere. The amount of pressure sufficient to accomplish 
this may be safely taken as that which would burst the sphere 
of which the segment forms a part. It follows, therefore, that 
the relative strengths of a dished or cambered end and a 
cylindrical barrel are found by comparing the radius of the 
camber with the diameter of the cylinder. 

The sphere possesses one property for a boiler, and likewise 
also the cylinder, yet in a les3 degree, not often noticed, but the 
value of which cannot be over estimated, viz., the facility with 
which it expands on the application of heat to one portion of 
the surface, and with which it accommodates itself alike to the 
heat and the pressure without throwing any severe thrust or 
strain to cause leakage or fracture on the surrounding parts 
that may be comparatively cooL 

FLAT SURFACES. 

Advantage is usually taken of the fte\t-svvp^ot\Ai^^ ^sks^b&s 
of the cylinder and sphere in constructing \ftxta <& \k&ss& 
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having these forms, which enables them in most cases to be 
made sufficiently strong, without the aid of stays, ties, or 
other support. But the absence of this self-sustaining pro- 
perty in flat surfaces necessitates their being strengthened by 
stays or other means. 

Even where a flat or slightly dished surface possesses suffi- 
cient strength to resist actual rupture, it is yet, generally 
speaking, necessary to apply stays, to provide against undue 
deflection or distortion, which is liable to take place to an in- 
convenient degree, or to result in grooving long before the 
strength of the plates or their attachments is seriously taxed. 

The theoretical investigation of the strength of plane sur- 
faces, such as the flat end of a cylinder, is attended with con- 
siderable difficulty, and cannot be satisfactorily pursued with- 
out the aid of the higher mathematics. 

The formula given by Professor Rankine for the strength of 
a flat circular plate of the diameter D, and supported all round 
the edge with the load uniformly distributed, is equivalent to 
the following expression, where 

P = Bursting pressure per square inch in lbs., 
D = diameter of cylinder in inches, 
t = thickness of end plate in inches, 
c = breaking weight of the material in lbs., 

P D2 ttD c D < 2 



24tt 6 



Whence t = \/ — X LP. 



2 2c 



Now, taking T as the thickness of the cylinder that resists 
longitudinal rupture under the same conditions of pressure as 
the flat end plate, we had above, 



t=2L d , 

2c' 



Therefore i = </ — x T. 
We have here assumed the factor c to be the same qpootity 
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for a tensile and a cross breaking strain, which we can safely do 
in such a case as we are considering. 

The last formula shows the monstrous thickness it would be 
required to give the unstayed flat end of a cylindrical boiler 
in order to make it equally strong with the shell. For a boiler 
only 3 feet diameter and of f " plates, single riveted, the solid 
end plate would require to be about 2" thick to comply with 
this conditiou. It is obvious, therefore, that for boilers of 
ordinary diameter, the flat ends, if of moderate thickness, require 
to be well strengthened by stays or ribs. 

When loDgitudinal tie rods are employed as stays, the L or 
T irons securing them to the end plates are usually arranged 
horizontally. Gusset stays are usually arranged in planes 
radiating from the axis of the boiler. The best arrangement 
for T iron stiffening ribs will depend upon the design of the 
boiler. Each series of longitudinal stays bears the pressure 
against a rectangular portion of the flat end, and each gusset 
stay sustains the pressure against a sector of the circular area. 

The flat surface between two series of stays may be considered 
as a rectangular beam, fixed at the ends, and uniformly loaded, 
and its strength calculated accordingly, the tendency of the pres- 
sure being to split the plate up the middle between the stays. 

If we disregard the strength imparted by the end attach- 
ments, we may employ the usual formula for the strength of 
such beams, as follows : — 

Where w = distributed breaking weight, 

I — width of plate between side supports, in inches, 
b = length of plate in inches, 
d = thickness of plate, 

c = modulus of rupture = 54,000 for wrought iron, 
P = pressure in lbs. per square inch. 

wl 
-it = cbd? 



As w = P I b 

We have = c d 2 . 

2 

The same formula may be used for estimating the strength 
of flat surfaces stayed by bolts, such as the sides of locomotive fire 
boxes, <fcc. Tables for the strength of stayed «urfafia&, w\ttctata&.. 
by this formula, are given in the chapter on " Oomtaw&uHt " 



CHAPTER III. 

PROPERTIES AND CHARACTER OF BOILER MATERIALS. 

OAST IRON. 

Cast iron is the name given to a material, whose physical 
properties may vary through a wide range of brittleness, hard- 
ness, and tenacity. It is sometimes found so brittle as to be 
almost incapable of being worked ; at other times it is found, 
or rather was once to be found, exhibiting such toughness as 
to render it capable of being chipped by a chisel or bent by 
pressure equally as well as many inferior specimens of material 
now sold as wrought iron. 

That cast-iron is unsuited for boiler making no farther 
evidence is required than the fact of its almost total rejection 
for this purpose after having had a fair trial. Yet, despite 
the unanimous acceptance of its condemnation, it must be 
allowed that it possesses advantages which, considered in the 
abstract, appear to render it the most eligible of the scanty 
stock of materials from which the boiler-maker has to make 
his selection. 

Its low first cost, combined with facilities of working, place 
it in the first rank of constructive materials, and probably led 
to its being largely used for boiler making in the early days 
of steam engineering. In its power to resist wasting on 
exposure to the action of flame in a boiler furnace, or to the 
atmosphere when in contact with moisture, it is superior, if of 
suitable, quality, to wrought iron, and also in its power of resisting 
the corrosive action of the feed water and of acids found in the 
Droducts of combustion. 

Inferior strength alone can scarcely be regarded as a bar to 
its employment in vessels for resisting pressure, when we con- 
sider that the strength of a structure like a steam boiler 
depends as much on its size and form as on the actual strength 
of the material. The employment of cast \rcna. to \israc ^cs»X» 
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pressures in our water mains, hydraulic presses, and eannon, 
proves that low tensile strength alone would not prevent its 
adoption for boiler making, as any disadvantage on that score 
would be outweighed by its constructive and other advan- 
tages. 

As an instance that the breaking strength alone of a material 
is no test of its eligibility for sustaining high steam pressures, 
it may be mentioned that the employment of copper for flat 
surfaces in locomotive fire boxes meets with great favour in 
this country, in spite of its being in that form the least 
adapted of all boiler making materials for resisting pressure. 
Everything in this instance is sacrificed to malleability, 
ductility, and high thermal conducting power. By proportioning 
their diameters in the ratio of their tensile strength, cast and 
wrought iron cylinders or spheres can be made of equal strength, 
with the same thickness of metaL The difference between the 
strengths of cast and wrought iron vessels in the form best 
adapted to the constructive properties of each, is by no means 
so great as it may at first sight appear. With single riveting 
we can not take the strength of ordinary plates at more than 
12 tons per square inch at the joints. The tensile strength 
of cast iron being about 6 tons, and having no seams or 
other necessary loss of strength, it follows that a sphere 
of cast iron is equally as strong as a cylinder of wrought 
iron single riveted of the same diameter and thickness. 
But when both materials are used in the Bame form to 
resist tensile strain, the greater thickness that must be given 
to cast iron, in consequence of its inferior tenacity, raises 
its cost to that of wrought iron, the price o .the materials 
being in proportion to their cohesive strength in the finished 
structure. 

In seeking, then, for some other cause than the inferior 
tenacity to account for the rejection of cast iron, in spite of its 
numerous advantages, we shall find that the strong feeling 
which, notwithstanding strenuous individual efforts to remove 
it, exists against its employment for boiler purposes, must be 
ascribed to its brittle and treacherous nature. 

Besides the uncertainty of strength caused by defective 
moulding, and the unequal tension on different parts of the 
same piece, usually ascribed to obscure causes in the process of 
casting and cooling, a very slight hidden or «uxfs£& &faa\^ v\ «&. 
otherwise sound casting, is sometimes sufficient toAaaA to *waW«fc. 
and extensive fracture. Moreo ver, cast iron, \n Vfltfwto&'i* **2^<«bw 
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gives warning by indication of weakness, such as usually precedes 
the failure of wrought-iron structures. The risk attending its 
use in large masses, in consequence of its treacherous nature, is 
greatly aggravated when the material is subject to the strains 
caused by sudden and unequal expansion and contraction con- 
sequent upon the sudden and extreme variations of temperature 
it is exposed to when employed for vessels to raise steam in. 
To this cause must the rejection of cast iron be ascribed, together 
with the dread of the disastrous effects that would probably 
result from the explosion- of a cast-iron boiler containing a large 
body of highly heated water, which would ^probably be similar 
to those resulting from the bursting of an explosive shell. 
When wrought-iron boilers explode, large masses of plate 
usually hold together, and tend to mitigate the effects of the 
explosion. 

It is only when these two causes act conjointly, viz., (1), 
untrustworthiness of the material when exposed to trying 
trains, and (2), dread of explosion when the material contains a 
large body of highly-heated water, that cast iron is deemed 
unsuitable for boiler making, as may be seen from the following 
considerations : — 

1. In order to mitigate the disastrous effect that would ensue 
from the sudden liberation of a considerable volume of water at a 
very high temperature, on the bursting of a large vessel, various 
types of cast-iron " sectional" boilers have been introduced. 
Being composed of many small pieces, either spherical or cylin- 
drical, it is held by the advocates of these boilers that in the 
event of one portion suddenly giving way the explosion would 
be confined to a single segment, and its effects would be insignifi- 
cant, as the hot steam and water would be gradually discharged. 
It is for this reason that cast-iron boilers of this class, although 
subject to the same variations of temperature as ordinary steam 
generators, are employed without anxiety. It may be remarked 
that the unequal straining, and consequent liability to fracture, 
is much less in small than in large vessels. 

2. There are gome cast-iron boilers, with wrought-iron internal 
flues, whose rupture would suddenly liberate a sufficiently large 
quantity of heated water to cause a very disastrous explosion ; 
yet these are worked without fear of bursting, as they are not 
exposed to sudden variations of temperature, the furnaces being 
in the internal tubes. In such boilers, however, there will be a 
marked difference of temperature between the top of the shell 

and the bottom, especially when starting tVie \mA\se a&io&i. 
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after filling with cold water, which must strain them con- 
siderably. 

3. When not entering into the construction of the boiler 
itself, cast iron is almost invariably used, except with marine 
boilers, for pipes to carry the steam to the engine cylinders at 
the full boiler pressure. These cylinders being of cast iron are 
very often of larger diameter than boilers it would rightly be 
deemed foolhardy to make of the same material, and to work at 
the same pressure. This apparent inconsistency admits of 
ready explanation. In the engine cylinder the heat is, com- 
paratively speaking, uniformly distributed. There are wanting 
the fire and currents of cold air through the furnace-doors and 
bars to render the material untrustworthy ; and when the 
cylinder does happen to burst — by no means a rare occurrence— 
the quantity of water present, although often the actual cause 
of fracture, is so small, and at so low a temperature, as to 
render the effects of the bursting comparatively harmless under 
ordinary circumstances. 

A large cylindrical vessel placed horizontally, with a fierce 
fire acting on the under side, and but moderately heated above, 
would be severely strained by the unequal expansion. A brittle 
and unyielding substance like cast iron would certainly not 
stand such a test without injury. 

In order to bear a high temperature without fear of fracture 
a large cylinder of cast iron should be heated equally all round 
its circumference, yet not necessarily along its entire length if 
the application and withdrawal of heat be gradual, and if the 
vessel be free to expand and contract uniformly. Such a 
cylinder is therefore less adapted for a horizontal than for a 
vertical position. The vertical arrangement for large cast-iron 
cylindrical boilers with external firing was formerly used. Its 
abandonment was probably due to the small amount of heatiug 
surface this arrangement afforded. In order to increase the 
extent of this surface the obvious method is to diminish the 
diameter and increase the number of cylinders to receive the 
heat, producing at the same time a stronger and more efficient 
boiler. This has recently been done, and boilers composed of 
vertical cast-iron pipes 4 inches or 6 inches in diameter are at 
present employed and worked at pressures as high as 80 lbs. 
or 90 lbs. 

The difficulty, or rather, inexpediency of repairing t\\& n«s*s\ 
by patching is another reason for making c^V\ron\>oA<$ra» m\ 
similar structures in small segments, the, xe^\aftm%ot *&»1w&y** 



28 A TREATISE ON STEAM BOILERS. 

portion being by this means attended with the least sacrifice of 
material. 

It is sometimes asserted that cast iron does not become 
covered with incrustation so readily as wrought iron or copper. 
However true this may be in the case of cast-iron spheres, 
where the coating, if sufficiently thick and brittle, may be 
cracked off by the inequality of expansion between itself and 
the metal, it is certainly not the case with respect to cast-iron 
pipes, which become thickly coated over with a scale that defies 
removal when bad feed- water is used. 

Seeing that the prevailing types of wrought-iron boilers 
having large cylindrical shells are such as we could not venture 
to make of cast iron, and that, at the same time, east iron can 
be safely used in certain other arrangements, the question may 
arise whether the prevailing type of boiler is the cau^e or the 
effect of the rejection of cast iron in favour of wrought iron for 
boiler making. If, on the one band, facilities of cleaning, and 
examination, and repairs, as well as an economical fuel con- 
sumption^ render the present boiler of large section superior to 
any other form, the abandonment of cast iron would certainly 
follow. But if, on the other hand, the untrustworthy nature 
or other adverse property of cast iron in any form whatever 
resulted in its rejection in favour of wrought iron, the effect 
would be, without further consideration of economy, the 
adoption of the prevailing types as being the most suitable for 
constructing of wrought-iron plates. 

There can be little doubt the latter conclusion is the correct 
one. The difficulty of making good steam-tight joints when 
wrought iron first came largely into use for boiler making, would 
of itself preclude the use of cast iron in small segments, the only 
shape in which it can be safely employed. 

At the present day the increased facilities for making strong 
seamless wrought-iron tubes of various sizes will exercise con- 
siderable influence on the design of the boiler 6f the future, and 
probably, to some extent, indirectly lead the way to the larger 
introduction of oast-iron segmental boilers. 

Of late years the employment of cast iron in connection with 
boilers has been chiefly con6ned to the larger descriptions of 
mountings and seatings, and to steam domes and chambers. 
For the former it will doubtless long continue to be used, as it 
here possesses advantages superior to all the other materials, 
except brass, whose price, however, will prevent it from ever 
being largely used for land boilers. 
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In the employment of cast iron for boiler mountings care 
should be taken that it is not placed where sudden variations of 
temperature are likely to occur. When used for steam domes 
and pipes of large diameter a large margin of safety should be 
provided, and castings of these descriptions should always be 
carefully tested by hydraulic pressure, to guard against insidious 
defects and errors that but too frequently occur in the foundry, 
and which it is impossible to detect by any ordinary optic or 
acoustic tests. 

No better example of the treacherous nature of sound cast 
iron can be given than the fatal explosions of steam stop-valves 
that have occurred in frosty weather through opening the valve 
and allowing the steam to enter suddenly from the upper 
portion into the lower containing water at a low tempe- 
rature, which has caused the cast-iron valve casing to crack 
like glass, from the unequal expansion, and to be violently 
blown about, with as low a pressure as 10 lbs. above the atmo- 
sphere. 

The above is one reason, amongst others, why a range of 
steam pipes should always be arranged or provided with means 
to drain the water from condensation away from the end where 
the steam enters. 

When a certain amount of strength is required in a casting, 
it is usual to specify the mixtures by giving the name* and 
proportions of the pig-iron to be used. The most satisfactory 
course, however, is to specify, the tests the metal must be 
capable of standing, and allow the founder to choose his 
own mixtures, which will vary considerably in different dis- 
tricts. 

With regard to judging the quality of the iron by an inspec- 
tion of the fracture, this is by no means a simple matter, as the 
appearance of good iron is found to vary widely in different 
localities. Such defects, however, as honeycombing and chills, 
arising from want of care or skill in moulding and running the 
metal, and the presence of particles of graphite, showing a 
defect in the mixing, are unmistakable. 

The strongest irons are of a light grey colour, without much 
lustre, close grained, and sometimes mottled. Others exhibit a 
somewhat fibrous or jagged surface, of light colour, and when 
closely examined are found to be close grained. On the other 
hand, a blackish or bluish grey, with large loose grainy 
and having generally a shiny appear soicq, YoAVcaX.^ YD&xscisst 
tenacity. 
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COPPER. 

The superiority of copper for boiler making, when compared 
with wrought iron, consists in the uniformity and homogeneity 
of its texture, freedom from lamination and blisters, aud in its 
general trustworthy character when well selected ; in its great re- 
sistance to oxydising influences and the corrosive action of many 
descriptions of feed water ; in the manner in which it resists 
the tenacious adhesion of most kinds of incrustation ; in its 
great ductility and malleability, which render it capable of being 
worked with great ease and of bearing sudden as well as oft- 
repeated racking strains : in its being a better conductor of heat, 
which not only tends to give it a higher evaporative power 
under favourable circumstances, but also enables it to last 
longer when exposed to a fierce wasting heat in a boiler 
furnace. 

Before the rolling of sound wrought-iron plates in large 
quantities was attended with the certainty of recent yearn, 
copper was rightly considered the most eligible and trustworthy 
material for steam boiler shells, and was so used to some 
extent, but owing to its high price and inferior tensile strength 
its employment for this purpose has long been abandoned in 
favour of wrought iron and steel. But for its high price, its 
non-liability to suffer from the action of some descriptions 
of corrosive feed water and consequent durability would, doubt- 
less, in many cases outweigh any objections on the score of 
inferior tenacity. In judging of the comparative cost, it must 
not be forgotten that old copper will average a price of £66 per 
ton, whilst old iron will not fetch more than £5 on an average, 
being respectively two-thirds and one-third their price when 
new. 

The softness of copper when used in a comparatively pure 
state has been found to render it unfit to resist the abrasion it 
is subject to when used for the tubes of coal and coke-burning 
boilers, for which purpose its facility of manufacture at one 
time especially recommended it. 

The use of copper in boiler construction is now almost re- 
stricted to the fire-boxes and stays of locomotive boilers. Not- 
withstanding its weakness to resist pressure when employed in 
a fiat surface, especially in a furnace, its high heat-conducting 
power and ductility are considered, in this country at least, 
to render it more suitable than wrought iron or steel, for 
bearing the intense heat and unequal strains oi & \qqqxb&\»v** 
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furnace. In America, and, to a great extent, on the con- 
tinent, iron plates of half the thickness are successfully used 
instead. 

There can be little doubt that the quality of copper has 
deteriorated of late years, much of it being now of a compara- 
tively hard and brittle quality. 

One adverse property possessed by copper, in which it pre- 
sents a marked contrast to iron and steel, is the great diminution 
of its tensile and transverse strengths at moderately high tem- 
peratures. From numerous experiments undertaken by the 
Franklin Institute in America, it was found that, taking a 
temperature of 32° Fahrenheit as a standard, every increment of 
heat caused a diminution of tenacity in copper plates. Thus a 
cold strip capable of carrying 10,000 lbs. was only capable of 
carrying 7,500 lbs when heated to a temperature of 500°, and 
at 1200°, a visible red heat in daylight, no more than about a 
tenth part of the strength remained. 

TabU of Diminution of Strength of Copper Boiler Plates when 
heated. Their standard strength at 32° being 32,800 lbs. 
per square inch. 





Temperature 


Diminution 




T-p-taJ 


Diminution 




above 32°. 


of Strength. 




above 32°. 


of Strength. 


1 


90° 


0-0175 


9 


660° 


0*3425 


2 


180 


0-0540 


10 


769 


0-4398 


3 


270 


0-0926 


11 


812 


0*4914 


4 


360 


0-1513 


12 


880 


0-5581 


5 


456 


0-2046 


13 


989 


0-6691 


6 


460 


0-2133 


14 


1000 


0*6741 


7 


513 


0*2446 


15 


12u0 


0-8861 


8 


532 


0-2558 


16 


1300 


1-000 



From the above it is seen that in being heated from the 
freezing point to the boiling point of water, copper loses 5 per 
cent, of its strength ; at 550° it loses about one quarter of its 
strength, and at 1332° loses all its tenacity, becoming a viscid, 
granular, soft, incoherent mass, although it does not actually 
melt until it reaches nearly 2000°. 
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WROUGHT IROIf. 

Wrought iron is the material which, for the last forty years, 
has been by far the most extensively used for boiler making. 
The reason for this is not far to seek, and has been partially 
indicated in discussing the constructive merits of cast iron. 
The great tensile strength of good wrought iron, together with 
its ductility, power of bearing sudden and trying strains, and 
general trustworthy nature, its moderate facilities of working, 
the ease with which it can be welded, riveted, patched or 
mended, its moderate first cast compared with that of copper, 
are all important advantages which contribute to its value and 
the deservedly high esteem in which it is held for the con- 
struction of vessels exposed to the ever varying and trying 
strains that steam boilers have necessarily to bear. 

As it is mainly in the form of plates that this material enters 
largely into the construction of the prevailing types of boilers, 
we will at present confine ourselves to it in this form, leaving 
the not less important consideration of its strength and behaviour 
as bar iron when used for stays and angle irons to be subse- 
quently dealt with. 

Wrought-iron plates, it is well known, are manufactured of 
different qualities, ranging from the badly refined, coarse, brittle 
and uncertain material sometimes sold as ship plate, through 
various medium qualities to the valuable " Best Yorkshire " 
plates, so justly prized above all others for boiler making. 

In consequence of competition and lowering of prices we 
often find boilers made of inferior material that scarcely deserves 
the name of wrought iron, the result being annoyance, pecu- 
niary loss in the long run, and frequently fatal disaster. It 
would, indeed, be well if it were unnecessary to say that plates 
of ship quality should never enter into the construction of 
boilers, on account of the risk to life and property that always 
attends their use. 

For a long time the " Best Best " and " Treble Best " Staf- 
fordshire plates have deservedly been in great request for boiler 
making. Formerly, when the production of these plates was 
confined to the locality whence they derive their name, and to the 
surrounding district, they could be generally trusted as being of 
good ductile iron, and well adapted for all the processes in 
boiler making. Although Staffordshire plates of excellent and 
reliable quality are still abundantly manufactured, those of so- 
called " Staffordshire quality" cannot at t\x© \>tq&«x\» Iveaa Vj^ 
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so generally relied upon, and care should be exercised in their 
{selection. TJiey are made in different parts of the country, 
their properties depending in great measure upon the nature 
of the ores and fuel found in the districts where they are pro- 
duced. 

Experience has shown that the plates from mills where only 
superior qualities are made, are more trustworthy than those 
turned out by the mills where all classes of plates are made, 
from the so-called " Low Moor quality " down to the veriest 
ship plates. Instances of apparent caprice are not uncommon 
where the inferior brands prove to be equal to, and even 
better than, what are sold as the superior brands from the same 
works. 

When great pressures and a small factor of safety are em- 
ployed, or when the plates are exposed to very trying condi- 
tions, we cannot be too careful in the selection, and it is really 
a matter for congratulation that trustworthy plates are still to 
be obtained, and that makers are to be found who have been 
able to hold aloof from the reduction of prices, and at the same 
time reduction of quality, so general of late yearn. The most 
prominent among these are the so-called " Best Yorkshire " 
houses,* who only turn out one class of iron, and that the very 
best (if we except some of the Swedish and Russian brands). 
Their plates are as trustworthy in their character as can well 
be, and so highly are they esteemed that their employment is 
generally understood to absolve the boiler-maker from blame, in 
the event of failure from defect of material. 

These plates are not more commonly used solely on account 
of their high price ; and there is good reason to believe 
they will be able to hold their own in price until steel plates 
of an equally reliable and certain quality can be largely pro- 
duced. 

The use of the same brand by different makers, but for 
different qualities of plate, and the diversity in the names of the 
brands employed by numerous manufacturers throughout the 
country, are misleading and have been productive of much 
misunderstanding and annoyance. The " Crown " plates of 
one house may be of fair boiler-quality, whilst the same brand 

* The best Yorkshire houses are : — The Low Moor Iron Worts, near 
Bradford; Taylor, Brothers & Co., Leeds; Bowling Iron Co., near Brad- 
ford; Parnley Iron Co., near Leeds; S. T. Cooper & Co.^IasAs*, wA 
The Monk Bridge Iron Co., Leeds. The other &m& ^&a \&»>sa <h&$ 
"Beat Yorkshire " iron do not roll plates. 
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of another house are only of ship quality, and not intended by 
the manufacturers for boiler- making at all, yet are unwittingly 
purchased by boiler-makers who have been in the habit of using 
" Crown " plates. The " Best Scrap " plates of one maker will 
be found bo be of second quality, and only equal to the " Best 
Best " plates of another house, whose " Best Scrap " are equal to 
the "Best Best Best'' of a third house. Some maker*' 
" Best Best " plates are equal to the " Treble Best " of another 
house in the same district. As a rule, the price that any 
given brand commands in the market is the only criterion of 
its quality ; and even this guide is not infallible, and is apt to 
mislead in a fluctuating market. It would be a great boon to 
boiler-makers and others who have to do with plates if some 
uniform system of branding them according to their quality 
could be agreed upon by those makers who roll three or four 
different qualities ; and if each plate were stamped on both 
sides with its brand, date, and the maker's name. A few makers, 
in imitation of the " Best Yorkshire " houses, in branding their 
highest quality plates, do not denote the quality, but simply use 
a name or device, and rely upon the reputation of their plates 
for a sale. 

The first quality to be sought for in a boiler plate is strength* 
This does not necessarily imply the mere power to resist being 
torn asunder by a dead weight, as in a testing machine, but the 
quality to withstand, without injury, the many and varying 
shocks and strains it is exposed to in the boiler yard and in 
actual work. 

Many inferior plates exhibit as great a cohesive strength as 
those of better quality, their inferiority consisting in their 
brittleness or shortness, want of " body " or soundness, im- 
perfect manufacture, and uncertain character or quality. Tough- 
ness and ductility combined with great tenacity, and also 
closeness and uniformity of texture and constancy of quality, 
are the properties and character to be sought for, and which 
are only to be found in the best brands. 

The strength and quality of a plate are taxed in many ways. 
In the hands of the boiler maker and smith it may have to 
undergo the various processes of repeated heating and cooling, 
hammering hot and cold, bending, twisting, flanging, welding, 
and punching. Inferior qualities of plate cannot always be 
relied upon to bear the ordeal of repeated heating and cooling, 
as they often warp and twist, or waste away in a curious 
manner, show defects of manufacture, and pxo\e Mnvio&?£b\&% 
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Some plates of otherwise fair quality will not bear hammering 
when red hot, a defect usually ascribed to the chemical pro- 
perties of the iron. In the process of cold bending in the rolls, 
especially to a small radius, minute fractures sometimes occur 
on the outer surface Of the plates of stubboru but fair quality. 
These are most frequently seen when the plates are bent across 
the grain, and dqubts sometimes arise as to the depth the 
fractures penetrate into the body of the iron. Cracks in the 
scale adhering to the plates are sometimes erroneously taken for 
the fractures here referred to. 

The manner in which a plate will bear flanging outwardly, 
whereby the fibres are either stretched or separated, as the plate 
is flanged across or along the grain, is generally considered the 
best test of its soundness and quality. It is certain that none 
of the inferior brands will stand this test with any degree of 
certainty. Those of somewhat better quality that bear flanging 
inwardly may, with care and skill, be made to stand outward 
flanging ; but they cannot be depended upon. Plates of 
moderate quality may aho be successfully welded if skilfully 
treated ; yet, to ensure success, only very good or first-rate 
brands should be chosen where flanging, dishing, or welding 
is required. The effect of punching on plates of different 
qualities will be discussed in the chapter on riveted work. 

The defect most commonly revealed in working boiler plates 
is lamination, from which plates even of the very best brands 
are not always free. This defect arises from the imperfect 
welding of the several layers which make up the thickness of 
the plate, and is usually caused by interposed sand or cinder 
which has not been expelled in the hammering and rolling dur- 
ing the process of manufacture. It is more frequent iu thick 
than in thin plates, and is sometimes very difficult to detect in 
the new cold plate, although often discernible in the hot slab. 
It often happens that plates, which are passed as quite sound 
on careful external examination, are found to be severely lami- 
nated when subjected to heating and hammering, and prove 
totally unfit for working. 

Blisters are of a similar nature, and arise from the same cause 
as lamination. Sometimes they appear as mere surface defects, 
and are of no consequence ; but their appearance may be an 
indication of the want of care or skill in the making of the 
plate, and is sure to excite suspicion. At other time* \J&ft\S&sX«t 
runs from the surface far into the body oi \.\itt \>\»Xifc.> wA. >&* 
area may be measured by feet. It freq L \ifc\it»\s Va^>«fc& \fc»fc 
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theso defects pass undetected through the closest scrutiny 
and test by hammering, but disclose themselves soon after the 
boiler is set to work, especially if the plate be exposed to Budden 
variations of temperature. When a blister does not run out to 
the surface or edge, it will possibly never be detected, unless it 
is subject to alternate heating and cooling, as in a furnace-plate, 
where the great heat on one side, compared with that on the 
other, will sooner or later take effect ; and even here it may 
be years before it bursts open. In the plates over the fire-grate 
of an externally- fired boiler, such a blister may prove a very 
serious defect, calling for the immediate replacement of the 
plate, cutting out and patching iu such a case being but a 
penny- wise proceeding. 

After quitting the boiler-maker's hands, the test of every-day 
work will render manifest a wide difference in the behaviour of 
plate 8 of various qualities. Inferior brands of brittle and badly 
refined iron will rapidly show unmistakable signs of weakness, 
if placed under the trying ordeal of bearing the alternate im- 
pingement of a fierce flame and currents of cold air. The 
rapid variations of temperature caused by the sudden and 
frequent openings of the furnace door and leakage of cold air 
at the fire bars and bridge will tell, sooner or later, on any kind 
of iron, but much more quickly on brittle than tough qualities. 

On the delivery of a batch of boiler-plates from the maker's, 
the name and brand of quality on each plate should be ascer- 
tained, and care should be subsequently taken to keep the brand 
on the outside of the shell, or on the fire side of the furnace- 
tube, in a position where it can be afterwards readily discovered. 
Each plate should be gauged, or, still better, weighed, in order 
to ascertain the exact thickness, the comparison of which with 
the extent of departure from specification allowed to the maker 
will determine whether the plates are to be accepted or rejected. 
Each plate should then be examined on its sides and edges for 
surface defects, such as flaws, blisters, lamination, or marks and 
indentations caused by want of care in the rolling, the discovery 
of which may justify the rejection of the plate. In order to 
test its internal soundness, it should be marked oft' with a 
chalked line into squares of four or six inches, and conveniently 
suspended or supported on edge, to be tapped all over with a 
light hammer. Where solid the blows cause a sharp ringing 
sound ; but a dull heavy sound indicates the presence of latni- 
uation or other defects. Both sides of the plate should be thus 
tested. Should any doubt arise as to t\x« aouufaraA Vj nSoaa 



WROUGHT IRON. 



37 



acoustic test, the plate should be prepared for further testing by 
supporting it horizontally on two edge*, or still better, at its 
four corners, and strewing the upper surface with fine sand. 
The doubtful portions being then lightly tapped on the under 
Bide, the sand will be thrown off by the vibration, if the plate 
be sound ; but if laminated the sand will remain stationary. 
Yet all ordinary methods of testing may fail to detect hidden 
internal defects, which may reveal themselves as soon as the 
plate is operated upon at the forge, or possibly not until the 
plate has been some time in use in the boiler. What is wanted 
is some magnetic or similar test, such as that proposed by 
Captain Saxeby, which, however, must be reliable and capable 
of easy application. 

In cutting the plate from the slab some specifications require 
that a distance of from 2 " to 4" shall be left from the nearest 
defect or cracks at the edge. The plates are also sometimes 
ordered sufficiently large to admit of a test-strip being cut off, 
in order to ascertain the quality and tenacity by breaking. 

All plates of the very best quality having a longitudinal 
tenacity of 24 tons per square inch of section, and an ultimate 
elongation of about 12 per cent., and not exceeding one inch 
in thickness, should bend double along or across the tibre when 
red hot. 

" Best Best " plates one inch thick and under, having a 
longitudinal tenacity of 21 tons, and an ultimate elongation of 
about 7 per cent., should admit of being bent hot, without 
fracture, lengthways to 130°, and cross ways to 100°. 

For the cold forge test plates of the very best quality, -^ 
inch thick and under, should bend double without fracture. 

Good boiler plates should bend cold, without fracture, to the 
following angles : — 



1 

Thickness. 


Along. 


Across. 


i 
Thickness. 


Along. 


Across. 


1* 

i 

8 


15° 
20 
30 
40 


7° 
10 
15 
20 


i 

7 » 

r 


55° 
70 
80 
90 


25° 
35 
45 
55 



The radius of the corner over which the plates are bent 
shouid not exceed half an inch. The &u^\fc \»o V^vOev *0&& 
plates can be bent without fracture wil\ &epe\wl %\^\s "wgcsa.^a» 
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skill of the smith who heats and operates upon them. A plate 
that will bear the test with a number of sharp li_jht blows, will 
often fail when a heavy hammer is used. By striking the 
plate along its surface it can be successfully bent to a much 
greater angle than when the blows are dealt perpendicularly to 
the surface. The plate will also stand the bending much better 
if it is performed uniformly along its whole width. 

Rivets aud bars for boiler work are seldom tested for their 
tensile strength, but their quality is usually ascertained by forge 
tests. A good rivet, cold, will bend double without fracture. 
The head of a good rivet should flatten out, by hammering 
when hot, to about i inch thick, without fracture or fraying 
at the edge. A hot rivet-shank or bar of iron, when flattened 
down to a thickness equal to about one-half its diameter, should 
bear a punch driven through it without fracture at the hole. 

There has been no lack of experiments to ascertain the tensile 
strength of wrought-iron plates of different qualities, and of 
ordinary thickness. Many of these are, however, not accom- 
panied with sufficient information to make them of much value. 
The results of Mr. Kirkaldy's experiments on plates and bars 
are in many respects the most reliable and valuable yet recorded. 
These verify the commonly received opinion that good boiler 
plates may be considered as having an average tensile strength 
per square inch of section of 21 tons along the fibre, the strength 
being generally about ten per cent, less across the fibre. The 
strength of Best Yorkshire plates may be taken at 24 tons 
along the fibre, and 22 tons across. 

The strength of round and square bars is superior to that of 
plates of equal quality, the superiority being most marked in 
iron of inferior brands. This circumstance is usually ascribed 
to the increased amount of rolling the bars undergo. Taking 
Mr. Kirkaldy's experiments as our guide, we find that ordinary 
bars, so far as their tensile strength is concerned, are more on 
an equality with " Best Yorkshire "-bars than was found to be 
the case with plates. The average strength of bars may be 
taken at 25 tons per square inch of section. It must not, 
however, be inferred from this that there is no superiority in 
" Best Yorkshire n and very best Staffordshire bars over those 
of ordinary make. The former are more reliable and uniform 
in quality, and exhibit a superior ductility when compared with 
those of inferior quality, and stand smithing very much better. 

By way of explanation it may be here observed that when a 
plate is broken so that the Jine of fracture runs \&x&\l<Am\\i\N\a 
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fibre, it may reasonably be said to be broken along or in the 
direction of the Gbre ; and when the fracture is perpendicular 
to this, across the fibre. This is, however, not the sense in 
which the terms along and across the fibre are usually employed. 
When we speak of a plate being broken in the direction of the 
fibre, we refer to the direction in which the strain is applied to 
produce fracture ; and similarly when speaking of a breakage 
across the fibre. There is then evidently a discordance between 
our modes of expressing the directions of bursting fractures and 
tearing fractures relatively to the strains which produce 
them. 

On breaking a plate or bar of wrought-iron, the fracture 
presents an appearance by which the quality of the iron may in 
some measure be determined. The fracture is designated on 
the one hand as fibrous, tough, fine, silky, close-grained, red- 
short, or on the other hand as crystalline, coarse, open-grained, 
brittle, cold short. Notwithstanding all that has been written 
concerning the quality and treatment of iron, an I their influence 
on the appearance of the fracture, first pointed out, I believe, 
by Dr. Percy, and so ably shown by Mr. Kirkaldy, there ptill 
exists a great deal of misapprehension on the subject. A wide- 
spread notion prevails that all good wrought-iron should present 
a fibrous appearance ; by this being meant, that when broken, 
no matter how, the fibres should appear drawn out. Now, the 
manner in which the breakage is effected is all important in 
influencing the appearance of the fracture. The best plates or 
bars rolled, as well as the worst admissible for boiler making, if 
broken short of! or snapped in two, will display a short crys- 
talline fracture, quite even and straight ; but whether it be fine 
or coarse will depend entirely upon the quality of the iron. On 
the other hand, if the iron be gradually torn asunder, it will 
show fibre, the fracture being more or less rugged or irregular, 
and possibly at the same time mixed up with the fibres a small 
amount of crystalline fiacture, the fineness or coarseness of the 
whole being an indication of the quality. 

When broken suddenly the best qualities of plate and bar 
exhibit a fine close-grained uniformly crystalline fracture, even 
silky, of a light, silvery colour, the appearance iu the harder 
descriptions approaching to that of steel. The appearance 
of indifferently refined and inferior qualities is coarser, usually 
of a darker colour, more or less uneven or open, exhibiting 
large facet?, and approaching some descxi\A.\o\\& ol cu&Vunu 
When broken gradually good iron prtttmla fc ^^ &»wfc w& 
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close fibre, of light greyish hue, whilst inferior qualities give a 
shorter, more open, and darker fibre. 

A bar or strip of plate can be broken suddenly by a sharp 
blow, when nicked with a chisel all round or on both sides, 
the nicks being made exactly opposite each other. By making 
a slight nick only on one fide, and gradually bending the iron 
awav from it, the strip will have time for the exercise of its 
ductility, and display abundant fibre. 

It may be here remarked that metal is to be found enjoying 
the name of wrought iron which will test the ingenuity of any 
one to break it gradually so as to display fibre ; it should be 
needless to add that such rubbish must never be used for boiler 
making. 

" In the case of the fibrous fracture, the threads are drawn 
out and are viewed externally : in the case of the crystalline 
fracture, the threads in clusters are snapped across, and are 
viewed internally or sectionally " (Kirkaldy). 

When old broken boiler-plates exhibit fibre at one side, and 
a crystalline appearance at the other, it is sometimes said that 
one side has deteriorated more than the other ; but the fact 
probably is, that in the act of breaking one side has parted 
gradually, probably by the cross action of the strain, and as the 
section became diminished the other side has parted suddenly. 

When good ductile iron is gradually torn asunder it draws out 
or stretches to a considerable extent, causing a diminution of 
sectional area at the fractured part, which should always be 
compared with the original sectional area of the specimen in 
judging of the quality. An inferior bar or plate may bear 
as great a tensile strain as a similar specimen of superior 
quality, say 23 tons per square inch of original area, but 
on comparing their fractured areas it will generally appear 
that the latter has been drawn out considerably, and actually 
sustained 30 tons or more per square inch of fractured 
area, whilst the inferior specimen, having stretched but little, 
has not sensibly diminished at the fracture. It is owing to this 
fact that good ductile iron is so much more trustworthy than 
badly refined or cold-short iron where sudden strains occur. 
The one will stretch where the other will snap. 

It is often affirmed that wrought iron changes from fibrous 
to crystalline after enduring long- continued cold-hammering, 
vibration, tension, jarring, and other strains, or after long ex- 
posure to the influence of heat, or alternate expansion and 
contraction when used for the plates of a \>oiler-fviTiv&.<&. "Etc si*. 
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the very best plates, after from ten to twenty years' use in a boiler, 
have frequently beeu found to break without stretching, at the 
same time displaying a crystalline fracture. It has been said 
that this indicates a change having taken place in the nature 
of the material, and that from being fibrous and tough it has, 
through some unexplained cause, become crystallised and 
brittle, or that it has lost its nature in consequence of the 
treatment it has undergone, whatever that may have been. Now 
there is no doubt that the strains and other causes mentioned 
have a tendency to make good iron become brittle and liable to 
snap suddenly under the same treatment that would originally 
have torn it gradually, and in so far a change is produced in its 
mature. This snapping, and not the fatigue of the metal, is, 
however, the direot cause of the crystalline fracture, which is 
but a necessary consequence of the suddenness of the breaking, 
and not a property of the iron itself. To say it snaps readily 
because it has become crystalline is to confound the cause with 
the effect. It is erroneous to say the fibrous nature has passed 
out of the iron, for its ductility can, to some extent at least, be 
restored in most cases by simply heating to a bright red, and 
slowly cooling the iron, or failing that, by hammering or rolling 
it while hot. 

By heating to redness and suddenly cooling a piece of wrought 
iron, it will become liable to snap, producing the same effect as 
cold-hammering. The explanation of this is not obvious. It 
may in both cases be owing to the loosening of the crystals 
into which the composition of the material ultimately resolves 
itself. To this cause may also be attributed the same tendency 
to snap after long-continued jarring, or, alternate expansion 
and contraction. 

The restoration of the toughness by the application of heat 
in such cases, and still more by the application of pressure, 
may be due to the consequent restoration of the crystals to 
their original positions. 

It may be maintained that all boiler-plate worthy of the 
name is fibrous ; whether its hardness makes it liable to snap, 
and therefore appear crystalline, depends on its original character 
and the treatment it has undergone. No fine iron can, how- 
ever, by any treatment, except burning, be made to appear 
coarse, and the fibres of the poorer descriptions cannot, with- 
out re- working, be made to appear fine and close grained. 

It is from a want of knowledge of the a\w>vfc t*&\& VJhak i«tafe 
opinions are bo otteu expressed respecting Oaa Qpa&&&fe A 
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plates. The following instance is perhaps not too well known to 
bear repetition. A scientific witness at an inquiry into the 
cause of a boiler explosion, after expressing himself competent 
to distinguish between bad and good iron, was handed three 
broken specimens to examine and pass an opinion upon. 
These he severally pronounced as good, bad, and indifferent. 
They were all cut from the same strip of plate, and artfully 
broken to present different looking fractures, by which the 
witness was deceived. 

It is not unusual to find eminent engineers at inquests and 
inquiries delivering judgement on the quality of iron without 
anything to base their opinion on except the load per square 
inch required to tear the material asunder. 

As it has just been attempted to show, this can give no true 
indication of the quality of a plate. The precise character of the 
fracture, contraction at broken area compared with original sec- 
tion, together with the shape and temperature of the test- piece, 
direction of strain, and manner in which the breaking load is 
applied, as well as the amount of the load, must all be con- 
sidered. 

If the plate whose quality is in question has been taken 
from an old boiler the age should be known and the position in 
the boiler, along with any other circumstances tending to 
throw light on the nature and amount of the strains to which it 
has been exposed, and which may influence the maimer of 
breaking. 

As shown by Mr. Kirkaldy, good ductile iron can be made 
to appear crystalline when pulled asunder in the testing- 
machine simply by confining the minimum sectional area where 
fracture will occur to one point, or to a very short length, 
as by turning a narrow groove in a round bar. By so re- 
ducing the section the shape is rendered unfavourable for 
drawing out, and the specimen is more liable to snap than 
when the minimum sectional area is uniform for at least five 
or six inches. 

In all cases where the elongation and reduction of the 
fractured area are lessened by cold rolling, hammering, altering 
the shape of test-piece, or by applying the strain suddenly, the 
breaking load of the material will be increased in proportion 
to the increased area of fracture. 

For much of our knowledge of the variation of strength in 
boiler plates and bars at different temperatures we are indebted 
to the experiments of Sir W. ¥&ix\>a\ro. TV\a wiwesaA. 
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tables give the results of these, from which it may be seen that 
from 0° to 400° Fahr. the tenacity of platen is practically 
uniform. The difference between the strength of wrought 
iron and copper at ordinary working temperatures is very striking. 



PLATES. 


RIVET IRON. 


Temperature 
Fahr. 


Drawn asunder in 

the direction of 

the fibre. 


Drawn asunder 
across the fibre. 


Temperature 

Fahr. 

i 






Breaking weight 


Breaking weight 




Breaking 




per sq. in. in tons. 


per sq. in. in tons. 




weight per 
sq. in. in tons 


0° 


21*879 




30° 


28-26 


60 


22*414 


18*689 


60 


28 05 


114 


18462 


19-714 


114 


31*61 


212 


19-963 


20-392 


212 


35-39 


270 


19-651 





250-270 


36-89 


340 


22*307 


18-789 


310-325 


37*52 


395 


20-574 


■ 


415—435 


37 47 


dull red 




15-299 


red heat 


15-62 



The Staffordshire plates employed in these tests do not 
appear to have been of good quality. The maximum strength 
of rivet iron — 39 tons — appeared to be attained at a tempera- 
ture of 320°. This is above the temperature at which the 
mean strength of the plates — 20^ tons — was attained ; little or 
no change is observable iu the strength of the plates, whilst that 
of the bars is increased nearly one-half. 



STEEL. 

Steel is popularly described as iron holding a mid-position 
between cast and wrought iron with respect to the amount of 
carbon it contains, cast iron having from 6 to 2 per cent, of 
carbon, steel from 2 to £ per cent., whilst wrought iron has a 
percentage varying from £ to £. 

It is beside the purpose of this work to inquire closely into 
the accuracy of the above description, but it is beyond question 
that the elimination from ordinary cast iron of other ingredients 
besides the surplus amount of carbon is essential for the pro- 
duction of good steel. 

To the intimate chemical union of this medium amount oC 
carbon are usually ascribed the remarkable cta&YMfcmv&vVsa V3 
whioh the higher classes of steel are diatiugxnansd. "WaaXwe* 
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influence the presence of other ingredients may have upon it* 
quality, it has been satisfactorily shown that the tensile strength 
of nteel is intimately connected with its degree of hardness, and 
both these properties are proportioned to the amount of carbon 
in chemical combination. Up to a certain point, which varies 
with the quality of the material, the tenacity of steel may be 
said to increase with its proportion of carbon. With Bessemer . 
steel the greatest strength, about 70 tons per square inch, is 
reached when the carbon contained is about 1\ per cent., the 
elongation being then about 2^ i>er cent. Beyond this degree 
of carbonisation the steel becomes gradually weaker. Wben 
the contained carbon is about J per cent., the breaking weight 
is only about 30 tons per square inch, with an elongation of 
16 per Cent. With less than § per cent. Bessemer steel will 
not temper, with more than | per cent, it will not weld, and the 
presence of more than 2 per cent, is said to render it useless 
for forging. These amount*, however, vary with the quality 
of the materia], which is influenced by various causes. 

Besides the chemical distinction just mentioned, it is difficult 
to name, without risk of contradiction, a single property 
common to all the various classes of metal that come u nder the 
denomination steel, by which they may be distinguished from 
wrought iron unless it be superior tensile and compressive 
strength combined with greater resilience and a higher limit of 
elasticity, and even in thepe respects the difference in some 
exceptional cases is not very marked. 

The higher classes of steel, which will harden and temper, 
and even weld in some oases, not being adapted for constructive 
purposes do not call for special comment, and we shall restrict 
ourselves to the discussion of the properties belonging to the 
milder qualities, which alone are fit for boiler making. 

It was probably the high degree of tenacity and ductility 
exhibited by tool and spring steel that first drew attention to 
the advantages offered by this material for constructive pur- 
poses. Its high price, however, long stood in the way of its 
being largely adopted, and this obstacle was only removed by 
the introduction of new methods of manufacture, which can as 
yet be termed improvements only with respect to their com- 
mercial success, and not as affecting the quality cf the material. 

According to the mode of manufacture, the material is 
designated crucible cast steel, Bessemer steel, and puddled steel. 
Homogeneous metal is a kind of mild cast steel. The bars 
md plates of this and the two first mentioned taam^tona «t* 
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made from a single ingot ; but in puddled steel they are com- 
posed of many small pieces piled and welded together like 
puddled-iron, nnd are consequently liable to the same defects. 

In comparing the properties of steel and iron plates there can 
be no dispute that the nature of the processes employed in the 
production of cast-steel is immensely superior to that employed 
in the manufacture of wrought iron for ensuring a uniform 
texture in the material. Cast-steel plates made from a fluid 
mass run into a single ingot, and well worked under the hammer, 
are likely to be perfectly homogeneous and free from the im- 
perfect welds and internal defects caused by the presence of 
cinder and slag, found even in the best puddled-iron, which 
being built up of numerous small pieces, all more or less pro- 
perly welded together, is entirely dependent upon the skill and 
care exercised in its production, for its homogeneity and freedom 
from lamination, blisters and other defects, internal and super- 
ficial. It must, however, be admitted that the homogeneity of 
a bar or plate of cast steel is frequently far less perfect than we 
might expect, and with the best mild steel, although we may 
generally rely upon uniformity of character in any single plate, 
the same uniformity of quality and character running through 
a considerable number of plates cannot be generally obtained. 

Notwithstanding its superiority in tensile strength and other 
properties, steel is as yet in comparatively small request for 
boiler-making. The feeling that still prevails against its em- 
ployment cannot be attributed to the existence of any inherent 
defect in the nature of the material, revealed by the trying ordeal 
of actual work in a boiler, as is known to be the case with cast 
iron. No doubt many absurd objections are still heard against 
the employment of steel plates, such, for instance, as that it 
expands and contracts to such a degree on the application and 
withdrawal of heat as to render it unfit for boiler furnaces ; 
that on heating it warps and twists so much that it cannot be 
used where the plates require to be worked hot, or that it is 
liable to fracture at any moment without warning and without 
any known cause. 

That there is still a certain amount of treachery in steel 
plates when subject to blows and sudden strains cannot be 
denied, but when closely inquired into the prejudice against 
it appears to have grown out of the distrust caused by the occa- 
sional failure of the hard steel plates employed at the tus\& <& 
the introduction of this material for bo\\eT-ma&\T^ tat&.^&$- 
hmlding, when its properties were not so 'weW wid&T»to<A »^ ] 
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present. The desire to take advantage of their high tensile 
strength led to the employment of plates of so hard a quality as 
we now know could not be otherwise than brittle and untrust- 
worthy. It has been found by experience with different quali- 
ties that in steel plates toughness is incompatible with great 
tensile strength, and these two qualities may be considered as 
being in the inverse ratio to each other. If we insist upon 
having a tensile strength of 40 tons and upwards, we must 
be prepared to find a steel hard and brittle, and therefore 
not adapted for boiler-making. In order to ensure freedom 
from brittleness, from 33 to 36 tons per square inch appears to 
be the maximum tensile strength that can be allowed. Steel 
plates of this strength can be made sufficiently tough and 
ductile to render them safe and also tolerably easily worked. 
This latter is a most important condition, on which depends in 
no small degree the commercial success of the material for 
boiler-making. 

There can be little doubt that the use of steel for boiler 
plates has been retarded by the want of knowledge of its 
properties and the consequent difficulty sometimes met with in 
working it. The result of this is a disposition on the part of 
the great majority of boiler-makers to avoid using it as much 
as possible. 

Good steel plates, even of the mildest quality, are affected by 
fire in quite a different manner- from iron plates. This exer- 
cises an important influence on their behaviour when submitted 
to the operation of flanging and bending at a high temperature. 
In flanging wrought iron it is necessary to heat only a short 
length of the plate at a time, but with steel it is advisable to 
heat a much larger portion of the plate than can be worked by 
the ordinary slow process of flanging at each heating, in order 
to prevent injury. Indeed, it is much better to complete the 
flanging at one or at most two heatings, operating gradually 
to the same degree on the whole extent of the part to be 
flanged. This can, of course, in the majority of cases be done 
only by special machinery, which is now being more extensively 
introduced into boiler- works for the purpose. After such an 
operation is completed, the steel plate cannot be trusted to 
stand rough usage at the part that has been highly heated. It 
is, therefore, advisable to anneal it in order to restore its tough- 
ness. The process of annealing consists in slowly heating the 
plate to a dull red heat, and allowing it to cool again slowly 
And uniforuily. Immersion in fine ashes, oi *&nA \» ^OT&s&vm^ 
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adopted for tbis purpose, but care must be taken that the plate 
be iiot so highly heated when the immersion takes place, as to 
induce a chemical change in its properties when in contact with 
the non-conducting substance. The appearance of the plate 
is sometimes impaired by annealing, and when required to be 
extensively applied the process of annealing becomes an expen- 
sive one. 

In working a steel plate cold, care should be taken that there 
are no flaws or cracks, as, except in the very mildest qualities, 
they are liable to cause fracture. When bent cold, or subject 
to severe straining or jarring, even a ragged edge has a tendency 
to make the plate snap or break suddenly. This phenomenon 
is also common to the harder and more brittle descriptions of 
wrought iron, but in a less degree. For this reason, in working 
cold or bending cast steel plates, especially if at all hard or 
unannealed, all sharp edges and rags left by punching, shearing, 
or chipping should be carefully removed. 

As an instance of the special treatment required by steel, it 
may be mentioned that in hammering down a screwed stay-bolt- 
end of steel, with the thread left on, there is a risk of producing 
foliation, which renders the head liable to snap off. To guard 
against this, it is advisable to turn the thread off the end of the 
stay-bolt, which enables it to be riveted over successfully. 

Respecting the effect of punching on steel plates, we have no 
lack of experiments to show how plates of different qualities are 
affected by this process. It may be here remarked that it is 
mostly to the researches of shipbuilders that boiler-makers are in- 
debted for exact experimental knowledge of the properties of steel 
plates. One of the principal results obtained, both from experi- 
ments and experience of the material in actual riveted work, is 
that steel plates of average suitable quality are more injured 
than wroughtiron plates by punching. Roughly speaking, the 
injury is in proportion to their hardness. For this reason most 
makers of steel boilers have abandoned punching in favour of 
drilling, and with satisfactory results. 

The increased expense of drilling plates for shipbuilding led 
to attempts to discover some means of obviating the injurious 
effects of the punch, and annealing was found to restore the 
toughness of the punched cast-steel plate, if not entirely at least 
to some extent. 

Some teats were conducted by Mr. Sharp, of Bolton* on \X\s> 
comparative strength, of drilled and punched \io\efc, ^w\*«n ^&vft 
result was found to be for an average of three tt\a\fc 4$ ^rat oessfc. 
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in favour of drilling. The plates were Bessemer steel -$ w * thick, 
three being drilled, and three punched with f " holes at l£" 
centres. The average breaking strengths were respectively 
36 '25 tons and 24*33 tons per square inch. 

In some experiments on the strength of punched steel plates, 
conducted by Mr. Barnaby, at Chatham, the average ultimate 
strength of 8 unannealed V' plates was found to be but 21 tons 
per square inch, whereas 8 similar plates, after annealing, had 
an average strength of 32£ tons, being an increase of about 
55 per cent, or 1 If tons per square inch. To ensure uniformity 
of quality in the test pieces, eight £" plates were punched with 
four |" holes, and then cut in two, making two strips from each 
plate for testing, only one of which was annealed. 

The annealed strips showed a much greater uniformity of 
resistance than the others, the ranges of strength being re- 
spectively 5-| tons and 9| tons. The former also bore the usual 
tests of cold bending much better than the latter. 

The clearance of the die has also been found to influence the 
strength of the plate after punching. 

Mr. Sharp found, as the result of four experiments with 
-j^-" holes punched in a V' unannealed plate, that when the 
clearance was - I 3 (7 ", tantamount to a considerable countersink, 
the plate was 25 per cent, stronger than when the die was only 
•jJg-" larger than the punch. 

Some further experiments recorded by Mr. E. J. Beid, for 
ascertaining to what extent this effect could be relied upon, 
were made with \" Bessemer steel plates punched with -£-" holes. 
Four of the test pieces had T y and four had -fa" taper in the 
holes. The gain of strength was about 10 per cent, in favour 
of the increased taper. Mr. Reid remarks that much of the 
injury done to Bessemer steel is due to the strain at the under 
side of the hole. Indications of this in minute cracks may be 
detected on close examination. A little increase in clearance 
removes these, and gives the good result above indicated. 

The same authority gives an account of some experiments 
with \" puddled steel plates, 2 '7 inches broad, having an 
average tensile strength of 31 £ tons per square inch length- 
wise, and 27i tons across the fibre. The average strength both 
ways was about four tons per square inch of nett section less 
for punched than for drilled holes, which were £" diameter — 
equivalent to a removal of nearly £ the section of the strips 
tested. 
Further experiments with strips 4V m&fc, \wnxk% Vwo -^ 
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holes equal to a removal of rather more than one quarter the 
section, showed a loss of 6 tons per square inch of nett section. 

Some experiments were made with eight strips of £" pud- 
dled steel, 4 '06 wide, with two \" holes punched at equal 
distances from each other and the edges of the strip. Four 
of these pieces were annealed after punching, and four 
were not. The results showed there was no gain from 
annealing, exhibiting a marked difference from the Bessemer 
steel in this respect. The tensile strength was 34 and 30 f 
tons per square inch along and across the fibre. 

Eight tests with J" crucible cast -steel plates gave an average 
tensile strength of 26*63 tons lengthwise, and 26 '21 tons per 
square inch across the fibre. Similar plates T V thick ex- 
hibited a gain in strength from annealing after being punched. 
The loss of tenacity by punching was, lengthwise and cross- 
wise respectively, 7 and 3| per cent. The ga\n of annealed 
over unannealed was 14 per cent, lengthwise and 12 per 
cent, crosswise. 

From the above results it will be seen that Bessemer steel 
in punchiug sustains a very material amount of injury, and 
should therefore be either drilled or else annealed after the ope- 
ration, when punched. The puddled steel plates experimented 
upon did not suffer so much from punching, nor was their 
strength so fully restored by annealing. 

In consequence of their lower price, steel boiler plates are 
mostly made of Bessemer steel of the mildest quality, but 
crucible cast steel is also sometimes used. Their tensile 
strength cannot be taken at more than 33 tons and 36 tons 
respectively, or about 57 per cent, and 71 per cent, greater 
than wrought iron, the elongation being from 16 to 25 per 
cent, when the quality is good. A steel boiler-shell may 
therefore be made of plates at least one-third less in thick- 
ness than a similar shell of wrought iron, to ensure equal 
strength. But the reduction in thickness of the internal 
flues, which are subject to a collapsing pressure, cannot be 
taken in the same proportion. In compressive strength and 
stiffness mild steel is indeed superior to wrought iron (the ratio 
being about the same as for the tenacity) ; but in estimating 
the collapsing pressure of a furnace-tube of ordinary dimensions 
we shall find that, for a given pressure, the thickness cannot 
be reduced more than about one-sixth, if we sub&UX»vxte *&\&?\ 
for iron, which given us -jfc" instead of \" \>\&teft. 
Jh favour of the steel, however, it ma^ \>e xqtqincV^ ^as& 
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the wasting caused by the action of the heat in the furnace is 
less in thin than in thick plates. For this reason, and also on 
account of the hardness of the steel resisting abrasion better, 
steel plates are more durable than iron. 

Besides the weight saved by using steel, — often a most im- 
portant consideration, — it may be urged that the thinner plates 
will conduct the heat more rapidly, and give a corresponding 
superior evaporative efficiency. This superiority is not, strictly 
speaking, in proportion to the reduction of thickness, the rela- 
tive conducting powers of steel and iron being about 218 and 
244. In the case of an internal flue-tube the gain and loss 
would be about equal. But, as we shall see in the chapter on 
Heating Surfaces, we cannot reckon upon any gain in evapora- 
tive efficiency by using a slightly thinner and better conducting 
material. 

The effects of corrosion on steel boiler plates will be con- 
sidered in its place, along with the wear and tear of boilers. It 
may, however, be here observed that, if the corrosion acts 
equally on both materials, the strength of a thin plate will 
suffer more proportionately than a thicker one. 

Experiments on the strength of steel riveted joints conducted 
and recorded by Mr. Kirkaldy seem to prove that for the size 
of rivet a greater diameter than double the thickness of the 
plate is required for riveting in steel with plates of the thick- 
ness and great tensile strength of those used in the experiments. 
The plates tested were all y 3 ff " thick by 3' broad, having a 
tensile strength of 43£ tons. Some were in their usual soft 
state, and others were hardened in oil In the former two -3$" 
rivets failed by shearing, and with two 1 ^- // rivets the plate was 
torn across in two instances with a loss of 45*6 and 43*5 per 
cent, of tenacity compared with the solid plate. This shows 
a loss of strength in the nett section equal to about 7*2 per 
cent. In the hardened plates -J^" and -jV rivets were sheared 
through. With a load only 15*9 per cent, less than that borne 
by the entire soft plate, the hardened plate cut through one -J-J" 
rivet, whilst the other remained good, the plate corner tearing 
off. These experiments, taken together with Fairbairn's on iron 
plates, show that in a single-riveted joint, with the rivets just 
large enough to fail before the plates, the loss of strength bears 
about the same proportion to the strength of the solid plate 
whether the joint be of iron or steel ; al-o that hot rivets do 
not red ace the strength of the plate, and that the plates hard- 
ened in oil and joined together with riveta *xe v i\x\V*f *<\v*& \xv 
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strength to unjointed soft plates having the same gross sectional 
area. 

The hardening in oil was found not only to harden, but also 
to considerably toughen the steel. Hardening in water reduced 
the strength. In these experiments the breaking weight of the 
rivet steel bar was about 38$ tons per square inch, and the 
mean shearing strength of the rivets in the joint was about 
28£ tons, or 26*2 per cent, less than the tensile strength. 
Respecting the results of these experiments, it may be observed 
that the plates were of harder steel than can be trusted for 
boiler-making, and the gain in strength by hardening in oil was 
probably greater than would be found in using milder steel 
which does not temper. The plates also appear to have been 
considerably stronger than the rivets, which may in some mea- 
sure account for the disproportionately large area it was found 
necessary to allow them. 

Experience has shown that much greater care is required in 
heating steel rivets not to injure them, than is necessary when 
iron rivets are used, and they should be hammered down quickly 
before they have time to cool, and closing up by machine is 
preferable to hand riveting when steel rivets are used. 

The use of any but the mildest steel should be avoided, as 
rivets of high steel sometimes become so hard after closing up 
that it is impossible to remove them when repairs are required. 
This is probably owing to the effect of some chill they receive 
in cooling, as might be caused by the water dropping on them, 
which is sometimes used for keeping the cup cool in machine 
riveting. The heads are readily enough knocked off, but the 
shanks will sometimes resist the hardest drill, necessitating the 
cutting out of the plates. The heads of steel rivets, if not 
carefully worked, are more liable to fall off than those of iron, 
by jars, careless caulking, or rough usage. 

It is owing to the above difficulties that the use of steel rivets 
has been altogether given up by some boiler-makers, who prefer 
using iron rivets with steel plates. The usual pitch and 
diameter of rivets is in these cases generally adhered to. It is, 
aowever, advisable to reduce the pitch slightly, and to use a 
larger number of smaller rivets, to ensure tightness. In wrought- 
iron double-riveted lap joints and double-fished butt joints, 
with either single or double riveting, the strength of the rivets 
is usually in excess of that of the plates up to V* ^ V&\c&\\ss»>. 
By using the same size and pitch of rivets vriXYi ate*\ \tata& ^* 
equality in strength is more nearly attained. 
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Mr. Kirkaldy records two experiments on the strength of 
welded steel bars. The results were very unsatisfactory, one 
bar breaking with a loss of 45 and the other of 59 *6 per cent. 
Two other bars parted at the weld during the operation of form- 
ing the heads for testing. As the tensile strength of the un- 
welded steel bar was about 50£ tons, it would not be so 
favourable for welding soundly as one of milder steeL It is 
considered that Bessemer steel having a tenacity of from 35 to 
45 tons both tempers and welds badly. With a less strength 
it will not temper, but can be welded ; and with a greater 
tenacity it will not weld, but tempers well. 

The following tests are those given by Cammell and Co. for 
steel plates : — 

Forge test (hot). — All plates one inch thick and under to 
bend hot without fracture to an angle of 180°, both lengthwise 
and across the grain. 

Forge test (cold). — All plates will admit of bending cold with- 
out fracture as follows : — 



Bessemer plates : — tensile strength lengthwise 33 tons per square 

inch. 
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Crucible cast-steel plates :— tensile strength lengthwise 38 tons per 

square inch. 
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CHAPTER IV. 

RIVETING. 

Until boiler- shells and tubes of large diameter can be 
rolled from a solid block like tyres, or drawn solid like small 
tubes, the edges of both iron and steel boiler plates require to 
be joined either by welding or riveting. 

But few if any engineers are now to be met with who would 
venture to maintain that the riveted lap-joints of a new boiler 
are stronger than the entire plate ; yet this was the current 
opinion some forty years ago, however incredible it may now 
appear. It was only after numerous direct experiments had 
proved its fallacy that the error was abandoned. By what 
show of reasoning this view was arrived at, it is difficult to con- 
ceive. Perhaps the union of the plates was regarded as perfect ; 
and then the conclusion would naturally follow, that the double 
thickness was stronger than the single. The nip of the rivet 
in cooling may have been accredited with a greater value than 
we are now inclined to assign to it 

Generally speaking, the riveted joints are the weakest portion 
of a new boiler, when there are no large unstrengthened dome 
or man-holes. Since the strength of a structure must be mea- 
sured by its weakest part, — the strength of a chain by its weakest 
link, — the subject of riveting becomes all important. 

Riveted joints are of various descriptions : those we are con- 
cerned with are designated single and double riveted lap-joints, 
single and double riveted butt-joints. The latter are made 
with either a single or double covering-strip, welt, or fish-plate, 
as the piece joining the plates is variously called. Double- 
riveted joints, both lap and butt, may have their rivets arranged 
one row directly behind the other, called chain riveting, or in 
zigzag fashion, which is most common and the best for boiler- 
making. 

The rivets themselves are of various descriptions, or rather 
their heads are made in various forms. There is first, the ordi- 
nary conical or pointed head, which is formed by knocking 
down the point with light hammers. This feh&£fe \& &ww3^ 
employed where the space available £ox \tommfcTvxi^ ^wo. *Ca» 
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point is limited, as when effecting repairs with the boiler on it? 
seat. Although to some extent employed in new work, it is 
not so well liked as formerly, there being nothing to recommend 
it but the facility of making and the shapely appearance it pre- 
sents when well formed. The thinness of the collar renders it 
more vulnerable than the snap head when attacked by corro- 
sion. The height of the conical head varies in different works, 
but it should be made about equal to f the diameter of rivet. 
It is, however, commonly made too fiat, which, besides having 
the defect of offering little material to withstand corrosion, 
frequently causes the head to be very brittle and easily de- 
tached by a single blow from a hand hammer. This brittleness 
is probably caused by the sudden cooling of the small quantity 
of iron for the point when inserted in the hole and flattened 
out, together with the amount of cold hammering the iron re- 
ceives in finishing. 

The snap or cup head is the best, and is formed by roughly 
hammering down the point ; the form of the head being com- 
pleted by holding a cup-shaped die on it, which is struck with 
a heavy hammer. The height of the snaphead should be about 
£ the diameter of rivet, but it varies considerably, being from 
l to | the diameter. The diameter of the head also varies con- 
siderably ; the usual custom is to make the shoulder from 
iV *° tV' *° r "vets from |" to -J" diameter. 

Most makers avoid making the bottom of the head cylindrical 
or parallel, but bring it to a sharp edge to facilitate caulking. 
This shape is the best for machine riveting, where the edge of 
the head cannot be finished off as in cupping by hand, but 
usually requires to be subsequently dressed and caulked. 

The countersunk head is formed by hammering down the 
point into the conical hole prepared for it ; it is then usually 
dressed off with a chisel and hammer. Although extensively 
used in ship-building, its employment in boiler-making is 
almost limited to cases where even surfaces are required for 
mountings, (fee. 

Countersinking should always be avoided in riveting angle- 
irons, saddle-plates, or brackets, employed for securing stays, 
or wherever the force acts in the direction of the length of the 
rivet. Not only is the countersinking liable to leak under such 
circumstances, but the head has a very insecure hold of the 
plate, and is liable to be drawn through the hole by a much 
jess pressure than is required to tear the rivet asuuder. 
The allowance made in the length o£ tlie rivet fox fora^n^ 
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the head should be about 1 J times the diameter for snap and 
conical heads, and about equal to the diameter for countersunk 
heads. In machine riveting the length requires to be i" to £" 
more than the above. 

The tails of the rivets are generally made pan or flat shaped, 
except in machine riveting, where the cup or similar form is 
almost invariably employed. 

In making the different-shaped heads the rivets may be closed 
up either hot or cold : the latter method is said to be employed 
to some extent in the United States, but very rarely in this 
country. The closing up may be effected either by hand or by 
machine worked by steam, water, or compressed-air power. 

Machine riveting upsets the rivet and closes up the hole 
better than hand riveting, as the dead heavy pressure is exerted 
through the whole mass of the rivet, and the effect is not con- 
centrated upon the point as it must be with a succession of light 
sharp blows from a hammer. The evil of the rivet not filling 
the hole well is sometimes aggravated in hand work by the 
blows being dealt on the circumference of the point, in order 
to form a shoulder speedily to resist the hammering, instead of 
letting them fall dead on the point, which should tend to make 
the rivet first fill the hole before the shoulder is formed. 

The possible disadvantage of machine riveting is that the 
plates may not be nipped tightly together, and the rivet may 
be squeezed out between them, causing a permanent separation 
of the surfaces which should be in contact. The pressure of 
the machine not coming on to the plates until the hole has 
been filled, is sometimes not so effective in closing the joint as 
the lighter pressure brought upon the plates in hand riveting, 
where the men drop a few blows round the hole before operating 
on the rivet in order to set the plates close together. 

Hydraulic riveting is more gradual, and is generally prefer- 
able to steam riveting, the pressure from which often comes 
upon the rivet with a violent blow, and does not allow time for 
the rivet to fill the hole so well as with the former method ; but 
it is still preferable to hand riveting, although the appearance 
of the last is the most pleasing to the eye. 

As the result of numerous experiments by different authori- 
ties, the average tensile strength of good rivet iron may be taken 
at 24 or 25 tons per square inch. It is but seldom, however, 
that the tensile strength of a rivet is taxed in a boiler except in 
the flat end plate, mounting and stay atWinmonta, \i\l«» '"^a 
stress tends to tear off the heads. In & \w& yfcnfc «&& «»$&*- 
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fished butt joint the force pulling the plates asunder tends to 
shear the rivets through in one place only, in the direction of 
its diameter, — this is called a single shear. In a double-fished 
butt joint the rivet is exposed to a double shear, as the plates 
in parting asunder tend to cut the rivet through in two places. 

It has been determined by experiment that the ultimate re- 
sistance to shearing is proportional to the area of the rivet, and 
is practically the same as the ultimate resistance to a direct 
longitudinal tensile stress, or 25 tons per square inch. As a rivet 
in double shear offers twice the area to resist breaking that it 
does in single shear, it should evidently be twice as strong in 
the former case as in the latter. The above cannot, however, 
be regarded as the shearing resistance of a rivet in actual boiler 
work, where its strength is affected by the heating and hammer- 
ing down to fill the hole and to form the head, and in the 
second place by the tension produced by contraction in cooling. 

In some experiments undertaken for the Admiralty at Chat- 
ham |" rivets of best Yorkshire iron were found to have a mean 
single-shearing strength of 10 tons each (a fact easily remem- 
bered, and of some use, as -J" is a very common size for 
boiler rivets), and a double-shearing strength of 18 tons. These 
strengths correspond respectively to about 22j tons and 20^ 
tons per square inch of sectional area sheared through. Mr. 
Doyne found the strength of rivets of various sizes and descrip- 
tions in ordinary riveted work averaged 18*82 tons for single 
shear and 17 tons for double shear per square inch of sectional 
area. The longitudinal tensile strength of the rivet not being 
given, we are unable to estimate the loss of strength due to 
riveting up. 

The shearing strength of iron rivets with thin steel plates 
has been found to be less than with iron plates of the same 
strength. This is probably due to the harder steel cutting into 
the iron of the rivet. The average of eight experiments by 
Mr. Sharp with steel plates and iron rivets gave 18*68 tons per 
square inch. 

We may safely take the strength of the rivet as equal to the 
tensile strength of the plate, or 21 tons per square inch for 
either single or double shear. 

It is obvious that the contraction of the rivet in cooling must 

press the plates between the heads closely together. The 

tension thus caused, although affecting the shearing strength of 

the rivet, must add materially to the strength and tightness of 

the Joint. Mr. E. Clark, in his work on xlaa Ikltaxa&Bi «cA 
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Conway Tabular Bridges, gives an account of some interesting 
experiments to ascertain the amount of friction caused by the 
contraction of rivets in cooling, accompanied by some excellent 
remarks : — 

" The contraction of a wrought-irori rod in cooling is about 
equivalent to j-^ivu °^ ^ 9 l en g fc b from a decrease of temperature 
of 15° Fahrenheit, and the strain thus induced is about 1 ton 
for every square inch of sectional area in the bar. Thus, if a 
rivet 1 inch in section were closed at a temperature of 900°, 
it would, in cooling, decrease in length TD 6 o°Gff °^ ^ s l en gth» 
and, if its elasticity and strength remained perfect, would pro- 
duce a tension of 60 tons. The ultimate strength of rivet iron, 
however, being only 24 tons, the rivet would, in cooling, be 
permanently elongated, and would continue when cool to exert 
a tension of 24 tons, provided its elasticity remain uninjured 
by the strain. Thus, if the rivet were not in contact with the 
plates, excepting at the head and tail, the plates would be held 
together by a pressure of 24 tons, and this friction would have 
to be overcome before the rivet came into action as a mere pin. 
" The following experiments were made to ascertain the 
value of friction induced by this cooling and consequent con- 
traction of the rivets, and the force requisite to slide the plates 
over each other. For this purpose three f-inch plates were 
riveted together with a single £-inch rivet, but the hole in the 
centre-plate was oval, and very much larger, than the rivet, 
being % 2\ inches in its longest diameter. Weights were sus- 
pended from the centre-plate until it slipped and bore upon the 
rivet ; it supported 5 '59 tons before it began to slide, which it 
did abruptly. 

"The experiment was repeated with the addition of an 
£-inch plate of iron riveted on each side, between the heads of 
the rivet and the plates, making the shank of the rivet 
2£ inches long ; 4 '47 tons caused the plates to slide. 

"The last rivet having been found faulty, the experiment 
was repeated exactly as before, and the plates sustained 
7*94 tons before they slipped. 

" In the next experiment a £-inch rivet was inserted through 
two -j^" plates, with large holes, with a -^-inch washer on each 
side next the rivet-head. This combination supported 4*73 tons 
before it gave way.*' 

In his work on " Ship-building," Mr. E. J. Reed TO&st&fe 
some experiments of a more detailed de&cng&oii \ta.«a VSassafc dt 
Mr. Clark. 
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" Three plates were united by what is known as a * chain- 
joint ' — that is, the ends of the two outer plates overlapped the 
end of the middle plate. The connection of the plates was 
made by three rivets passing through the lap, the rivet-holes in 
the outer plates being filled by the rivets, but the bearing sur- 
face of the holes in the middle plate being slotted out, as 
shown in the sketch (fig. 2). It will thus be obvious that 
Fig. 2. when a tensile strain was brought 

upon the middle plate, the amount 
of the friction could be measured 
by the force just able to produce 
a sliding motion. The breadth of 
the lap was three diameters, the 
rivets were a diameter clear of the 
edge of the plates, and their pitch 
was four diameters. There were two 
sets of experiments made with iron 
plates and rivets, and in each set 
two experiments were made with 
rivets having heads and points snap 
headed ; two others with rivets having 
pan heads and conical points ; and 
the remaining two with rivets having 
countersunk heads and poiuts. The 
experiments were made in duplicate, 
in order to reduce the chance of error. The first set of experi- 
ments were made with J -inch plates, 8£ inches wide, the rivets 
being £ inch. The results were as follows : — 




t 

Description of Rivet 


Friction per Rivet. 


1st 
Experiment. 


2nd 
Experiment 


Mean. 


Snap heads and points . . 
Pan head* and conical points . 
Countersunk beads and points. 
Mean of the three . 


Tons. 
5-14 
5-26 
4*56 

• • • 


Tons. 
421 

4-81 
374 

• •• 


Tons. 

4-67 

50 

4*15 

4-61 



The second set of experiments were made with plates 11 inches 
wide and £-iuch thick, the rivets used being 1 inch diameter. 
The following results were obtained under the above-stated 
oaaditiooB of pitch of rivets, lap, <fcc. :— 
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Description of Rivet, 


Friction per Rivet. 


1st 
Experiment. 


2nd 
Experiment. 


Mean. 


Snap heads and points . . 
Fan heads and conical points . 
Countersunk heads and points . 
Mean of the three . 


Tons. 
5-84 
6-87 
4-56 

• • • 


Tons. 
5-64 
724 
409 

• • • 


Tons. 

57 

7*0 

43 

5*6 



"In addition to these experiments with iron plates and 
rivets, two other sets of experiments were made with steel 
plates and rivets of exactly the same dimensions as those used 
in the former experiments, the pitch of rivets, breadth of lap, 
<fcc, being in each case identical with those previously given. 
With ^-inch plates and f-inch rivets, the results obtained were 
as follows : — 



Description of Rivet. 


Friction per Rivet. 


1st 
Experiment. 


2nd 
Experiment. 


Mean. 


Snap heads and points . . 
Fan heads and conical points . 
Countersunk heads and points . 
Mean of the three . • 


Tons. 
386 
4-79 
363 

• • • 


Tons. 
4-09 
479 
3*43 

• • • 


Tons. 
3*98 
4'79 
3 53 
4-1 



With £-inch plates and 1-inch rivets, the following results 
were obtained : — 



Description of Rivet. 


Friction per Rivet 


1st 
Experiment. 


2nd 
Experiment. 


Mean. 


Snap heads and points . • 
Pan heads and conical points . 
Countersunk beads and points . 
Mean of the three . 


Tons. 
643 
5'49 
514 

• • • 


Tons. 

5*49 

None made. 

491 

• •• 


Tons. 
5.96 
5*49 
5-02 
5-49 



"It thus appears that riveta mtix ^ftsttaft&i wA c*was»V 
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points have the advantage over both the other descriptions of 
riveting. The only exception to this is found in the second 
set of the experiments with steel plates and rivets ; but, as only 
one experiment was made, the result cannot be relied on. It 
also becomes evident that countersunk riveting causes much 
less friction than the other systems. On comparison, it will be 
seen that in nearly all cases steel plates and rivets give less 
friction than iron, the only exception being the cases of rivets 
with snap heads and points, and those with countersunk heads 
and points, in the same set of experiments. The former of 
these exceptions is scarcely worth notice, as the difference is so 
smalL The use of larger rivets with the same pitch, <fcc. , gives 
an increase in the friction, but no law of increase appears to be 
conformed to. 

" Although these experiments do not give any definite idea 
of the probable amount of friction which would result from the 
use of rivets having different diameters and pitch, they yet 
serve to show how much the strength of a riveted joint is 
increased by the contraction of the rivets." 

Now, if we take the coefficient of friction of wrought iron 
upon wrought iron at '18, and assume the rivets to act with 
the full tension of 24 tons per square inch of section in squeez- 
ing the plates together, we should require 4*3 tons weight per 
square inch of rivet to overcome the friction of the two surfaces. 
The high results obtained from the experiments were probably 
due to the inequalities and dirt on the surfaces of the plates in 
contact, which would materially increase the friction . 

It must not, however, be concluded that the value of a rivet 
is to be determined by adding to its shearing strength the 
amount of fiiction between the plates produced by its contrac- 
tion in cooling. Although these two elements of strength act 
together in a well-filled hole, they cannot be considered as 
acting independently. Whatever gain is obtained by the con- 
struction is to some extent counterbalanced by the loss of 
strength due to the tension on the rivet. 

The manner in which a severe tensile strain affects a lap joint 
by pulling it athwart the line of strain (fig. 7, page 69), must 
also tend to diminish the friction of the plates. Long before the 
ultimate resistance of the joint is reached, especially with siugle 
riveting, the friction of the plates must be greatly diminished, 
and cannot be regarded as materially influencing the ultimate 
strength of the joint. 
In old boilers it ia probable that the tension of tta xivet 
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becomes gradually eased by the continual straining and altera- 
tion of temperature, which will in time affect the nature of the 
iron. The friction may not, however, be diminished in the 
same proportion, as we may expect the oontact of the surfaces 
to become more perfect after long wear together. 

There can be no doubt that severe caulking, as commonly 
practised, must tend to diminish the frictiou between the plates, 
especially when they are thin. The sketch (fig. 3) allows 

Fig. 8. 




the manner, somewhat exaggerated, in which the plates are 
forced apart by the caulking, when done with a set and heavy 
hammer. 

When the edge of the caulking tool is very thin, it is some- 
times driven by careless workmen right into the joint, wedging 
it wide open. There should now no longer be necessity for 
severe caulking, since it has become the practice in all good 
boiler works to plane the edges of the plates. This not only leaves 
a better edge for light caulking, especially when it is slightly 
bevelled, but at the same time it enables a more uniform 
amount of lap from the centre of the hole to be maintained 
than when the edges were dressed by hand, and conduces 
greatly to tbe facility of making a tight joint. 

In trying situations, where it is difficult to keep a joint 
tight, too much lap is decidedly worse than a slight deficiency. 
One and a half timus the diameter from the centre of the rivet 
to the edge of the plate is found sufficient in every case. 

Severe and careless caulking has more to answer for than is 
coramouly mpposed. On the inside of ttie \ysft«t Sx tftveo. 
induces grooving and fracture, and even wteie ^ioo , ro.i%"^a» ' C!i 
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existence, the fractures of the plates in exploded boilers often 
follow the line of caulking in preference to the line of rivet 
holes. 

The contraction of the rivet in cooling must act transversely 
as well as longitudinally, and thus cause it to become slack in 
the hole it filled while hot. This shrinkage in the diameter is 
also increased by the tension due to longitudinal contraction. 
That the total shrinkage from these causes is very slight, is 
shown by the difficulty sometimes found in distinguishing the 
line between the rivet and plate in specimens of machine- 
riveted work, planed down to exhibit the quality of the work- 
manship. 

It is sometimes affirmed that the red-hot rivet acts injuri- 
ously on the iron round the hole in hard and steely plates, 
especially if cooled suddenly. For this reason, and also to 
obviate the tensional strain caused by the contraction of hot 
rivets, some engineers have advocated the use of cold riveting. 
This certainly has the advantage of precluding the employment 
of all but the very best rivet iron, and of demanding that the holes 
shall coincide. On the other hand, it is paid, cold hammering 
acts injuriously on the rivet-head ; and on this account, as we 
stated above, conical heads are falling into disuse. It is, how- 
ever, questionable whether the amount of hammering that 
might damage bad iron would seriously affect iron of good 
quality. 

When the length of the rivet is considerable — as, for instance, 
in the joint at the fire-hole and fire-box foundation rings of 
some locomotive and vertical boilers — the contraction in cooling 
often affects the strength of the rivet to an injurious degree, 
aud draws off the head. As the contraction should be propor- 
tionate to the length of the rivet, it is not very clear why the 
strength is affected by the length, unless the tension is concen- 
trated just beneath the point where the rivet remains longest 
hot. 

Besides the shearing and stretching strains just considered, 
boiler rivets are exposed to other severe tests. The heads are 
liable to be knocked off externally by the rough usage in re- 
moving the boiler from the maker's. Inside, the heads are often 
detached by the careless use of hammers and picks in removing 
incrustation. 

The jarring effect from hammering, when the boiler is under- 
going repairs, frequently results in detaching brittle rivet-heads, 
and when exposed to the action of the fire t\\ey axe \\a\fta \»o \» 
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burnt, and are easily knocked off by a careless stoker. For 
these reasons alone, it is evident that rivets should be made of 
first-rate iron. Yet this is far from being the general practice, 
and the large quantities of rubbish that command a sale as 
boiler rivets is a proof of the greed, recklessness, and ignorance 
of the maker and purchaser of the boiler, the one being fre- 
quently no more blamable than the other. 

Whilst rivets of bad iron can often be detached by a few 
sharp blows with a light hammer, it requires from twelve to 
twenty powerful blows with a quarter-hammer to force off a 
f -inch rivet-head. With indifferent iron, little or no distortion 
by the hammering is apparent ; but with very good iron the 
distortion is so great that the portion of the head operated upon 
will be found flattened by the set, past the edge of the hole, 
before the iron in the shank yields. 

Rivet-holes may be punched or drilled. Both methods have 
their partizans, who persistently maintain the superiority of the 
system they advocate over the other. The usual arguments in 
favour of punching are a saving of from one-third to one-sixth of 
time and labour as compared with drilling — a most conclusive 
argument with the manufacturer, but it does not apply so 
strongly when multiple drilling-machines can be used. The 
shape of the punched hole, which is conoid al and slightly 
countersunk, is considered by many to be more favourable for 
tight work than a hole made by the drill, which is parallel or 
cylindrical There are many boiler-yards not well provided with 
machinery, where even the roundness of drilled holes cannot be 
depended upon in the haste that accompanies most of the opera- 
tions in boiler-making. The punch leaves no burr behind it, as 
the drill does, and which should be dressed off, but is too often 
forgotten. When the overlapping plates are drilled together, 
the burr between them should always be removed, as it is liable 
to prevent their closing tightly to make a good joint. 

It is argued in favour of the drill, that the positions of the 
holes marked off from the overlapping plate can be preserved 
more faithfully with it than with the punch. This is, doubtless, 
a strong argument if it can be maintained, for these half-blind 
holes are the bane of boiler-making. But many affirm, and 
with good reason, that a careful and skilful workman can punch 
the holes as accurately as they are likely to be drilled, unless 
both plates are pierced together. In some boiler-yard* ^fc\» 
accuracy of the punched holes is ensured \yy Vtaa wsa ol *. w3&- 
seting traveller for feeding in the plate. "Vftieii Vaa v* 1 ^** * *& 
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the holes are marked by a centre-punch, the plan is sometimes 
adopted of forming a very small projection on the bottom of 
the punch, which enables the centres of the holes in the plate to 
be felt for, thereby ensuring as much accuracy as can be claimed 
for drilling. A somewhat questionable argument in favour of 
drilled holes is, that the rivets are more easily removed when 
repairs are required. But the chief argument in favour of the 
drill is, that it does not injure the plates like the punch. 

All kinds of boiler plates, worthy of the name, will bear punch- 
ing, and in the great majority of cases without exhibiting any indi- 
cations of injury from the process, when submitted to the ordinary 
modes of scrutiny. Yet the quality of the plate has an important 
influence on its manner of bearing the severe treatment it under- 
goes at the punching-machine. Inferior and badly refined 
plates, being brittle, suffer to a much greater extent than those 
of better and more ductile quality. In fact, punching a hole at 
the usual distance from the edge (one diameter clear) in an in- 
ferior ship plate will often produce fracture. It is not always 
the very best brands that pass through the ordeal of punching 
with the least injury. Some of the Best Yorkshire plates are of 
a hard and stubborn nature, although ductile, and possibly do 
not bear punching so well as some of the softer South Stafford- 
shire irons. 

There is still a want of conclusive experimental evidence to 
decide the precise amount of injury plates of different quality 
and thickness, with holes of different diameter, pitch, and dis- 
tance from edge, sustain in punching. It is generally assumed 
that plates of fair quality, having a tenacity of 21 tons per 
square inch, cannot be relied upon to bear more than 16 or 17 
tons per square inch of section left between holes in ordinary 
steam-tight riveted joints, equivalent to about 24 and 20 per 
cent, loss of strength. This is a maximum loss for hard plates 
of average boiler quality ; but many soft plates do not suffer 
more than from 4 to 8 per cent, loss of strength with the holes 
punched a whole diameter clear of the edge, and at the second 
row of rivets in double riveting do not suffer at all. If the 
edge of the plate has been cut near the edge of the slab, it will be 
likely to suffer more in punching than if cut some distance from 
it. As the risk of damaging a plate by punching diminishes 
as the distance of the hole from the edge increases, some boiler- 
owners who prefer punching to drilling specify their plates to 
be cut about half an inch larger all round than their finished 
size, in order to keep the holes a sa c e distance irom \ta^ *<\^e> *\m 
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punching. The surplus material is subsequently planed or 
dressed off. 

The violence done to the plate may be seen more clearly by 
considering the force requisite to punch it. It has been found 
by experiment that the resistance of a wrought-iron plate to 
punching is about the same as its resistance to tearing by a 
tensile strain. Taking this at 21 tons per square inch, and 
regarding the resistance to the punch as measured, not by the 
area of the hole, but by the area of the metal separated, or the 
circumference of the hole multiplied by the thickness of the 
plate, we have d X W X t x %± = force, which just balances 
resistance to punching a hole of diameter d through a plate of 
thickness t. The resistance increases directly as the thickness of 
plate, diameter of hole, and strength of plate, and will be 
affected by the condition of the punch and clearance of the 
die. For a 2 -inch hole through a J- inch plate the force re- 
quired is about 24 1 tons. We can also readily find the 
greatest thickness of plate we can perforate with a punch of 
given "diameter, or the least size of hole we can punch in a 
plate of given thickness, the compressive strength of the punch 
being given. Assuming this to be 100 tons per square inch, 
and the maximum resistance of wrought iron at 25 tons, we 
have the resistance of the plate = 2r X ?r X f X 25, and the 
resistance of the punch to crushing = r 2 x ir X 100. It is 
evident that when t = 2 r, or diameter of hole, the two resist- 
ances are equal. We find, therefore, that when the compressive 
strength of the punch is just over four times as great as the 
tearing strength of the plate, it will just perforate a hole of a 
diameter equal to the thickness. If the thickness of plate be 
greater than the diameter of hole the punch must be stronger, 
or the plate weaker, than we have assumed, or the hole cannot 
be punched. In practice, it is rarely if ever attempted to punch 
a 'hole less in diameter than the thickness of the plate. An 
inch and a quarter hole through an inch and a quarter plate is 
what a good machine should have power to punch. 

The holes are punched slightly larger than the diameter of 
the rivet, to allow its easy insertion when red hot. For ^-inch 
rivets a bare T ^ inch in diameter is commonly allowed. This 
increase of diameter should obviously increase with the size of 
rivet. The punch should be formed slightly largest in diameter 
at the face, which is best made somewhat concave, rather *&»!&. 
flat or convex, to make a clean cut. T\ie \lo\& \sv >i>&fe ^aaS^ 
always made somewhat larger than fhe \>\mOa., to \swwsa* ^a» ^ 
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friction and to allow the wad or burr, as the piece of iron is 
called, to be forced out more readily than if the die were an 
exact fit. The less the clearance between the punch and the 
die, the greater the distress of the plate. The difference in 
size between the punch and the die is the cause of the conical 
shape of the punched hole. The sizes are usually in the ratio 
of from 1 : 1 *1 to 1 : 1 '2. By increasing the size of the die suf- 
ficiently the holes can be made countersunk through the whole 
thickness of plate. Advantage is sometimes taken of this in 
ship-building. The plates are put together so that the small 
ends of the holes are inside (fig. 4). The rivet is formed with 



Fig. 4. 



Fig. 5. 





a taper next the head (fig. 4), which fills the conical hole in one 
plate, and the hole in the other plate is filled by hammering 
down the rivet. By this means the holes are more likely to be 
completely filled up. 

It is usually understood that boiler plates with punched holes 
atre always arranged with the holes lying together as in fig. 5, 
and an importance is attached to this arrangement which has, 
perhaps, been somewhat overrated. Where the steel drift 
s employed (and where is its use altogether dispensed with ?) it 
will upset the edge of the hole between the plates, and separate 
the contact of their surfaces to a greater extent than when the 
larger ends of the holes are brought together, and thereby impair 
the efficiency of the joint. On the other hand, however, ham- 
mering up the rivet in a hole with the small ends outside tends 
to wedge the plates asunder. Besides, in the event of a rivet- 
head being accidentally knocked off, the first-mentioned arrange- 
ment of the holes will still retain the rivet in its place, and 
hold the plates together. The tension due to the contraction of 
the rivet in cooling is by this arrangement spread over the whole 
length of the hole, and is not concentrated at its ends. The 
heads have, therefore, comparatively little to do. MY Vtvvti^ 
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Fig. 6. 





considered, this method has its advantages, which appear to 
justify the favour in which it is held, and which outweigh any 
little defects incidental to its employment. When repairs are 
required, the difficulty of getting the rivets out is about equal 
in any arrangement, if the holes are well filled and the work- 
manship is good. 

It is of the greatest importance that the corresponding holes 
in adjoining plates should coincide, and not partially overlap 
each other, or be half blind, as it is called (fig. 6). In rough 
work too little attention is paid to 
this matter, and even where great 
care is used in marking off and 
punching or drilling, cases of holes 
not coinciding will frequently occur. 
Not only do these defects add to 
the difficulty of making the joint 
tight by distorting the rivet and 
preventing it from filling the hole 
properly, but it also leads to the 
use of the drift, which in the hands 
of careless workmen is often hammered into the hole in 
such a reckless manner as to cause serious injury to the 
plates. With the use of the drift, which is a short steel spindle 
with a taper end, the holes are forced and contorted iuto an 
irregular shape, sufficiently large to admit of the insertion of 
the rivet, which passes obliquely through the plates. It will 
depend upon the degree of blindness whether the hot rivet can 
be hammered up to nil the contorted hole or not, and make a 
tight joint, and whether its oblique position seriously affects its 
power to resist the strain it is designed to bear. When, as the 
result of bad workmanship, the rivet cannot be inserted with- 
out recourse to some means for straightening the holes, it is 
best to rimer them out and use a larger rivet. This has the 
advantage of not distressing the plate, which is sometimes sup- 
posed to be sorely enough tried in the first place by the punch- 
ing. This method is sometimes employed throughout the rivet 
work, the holes being all punched or drilled somewhat less than 
required, and afterwards rimered to the full size. Should the 
plate not be drawn quite close together before the rimer is 
inserted, the particles of iron are liable to find their way be- 
tween them and impair the tightness of the joint. Th\& \>Wv 
destroys the conical form of the punched "hota*, \swk «oarcx«& *» 
better job than the ordinary careless xo&tiiodA oi y\sq\aa%« 
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Several experiments have been made to determine the relative 
value of drilled and punched plates in riveted work. 

Mr. W. H. Maynard arrived at the following results with 
four bars cut from the same plate, two being punched and two 
drilled, with 1-inch holes having the same sectional area at the 
reduced part — 1£ square inches. 



Breaking weight in tons. 


Difference m 
tons. 


Difference per 

cent, in favour 

of drilled. 


Experi- 
ment. 


Drilled bar. 


Punched bar. 


1st 
2nd 


304 

81k 


26 
26 


44 

54 


17 
21 


Mean. 


31 


26 


5 


19 



The quality of the plates and the appearance of the fracture 
are not given, which renders these experiments of little value for 
deducing any general rule. The following are the results of 
some experiments by the same authority to test the difference 
in value between rivets in punched holes and similar rivets in 
drilled holes : — 

$-inch rivets in drilled holes, 

1st, single shear = 26 tons per square inch. Double shear = 
39-2 tons. 

2nd, single shear = 26 4 tons per square inch. Double 
, shear, — Experiment failed. 

%-inch rivets in punched holes. 

1st, single shear = 27 # 2 tons per square inch. Double shear = 
45*6 tons. 

2nd, single shear = 26 tons per square inch. Double shear, — 
Experiment failed. 

Mr. Maynard considers the above as conclusive that rivets in 
drilled holes, subject to shearing strain, were about four per 
cent, weaker than rivets in punched holes under similar strain, 
and thiuks the sharp edges of the drilled holes have a greater 
tendency to nip off the rivets than the rounded edges of the 
punched holes. This conclusion has been cot (firmed by more 
recent experiments in America. The rivets appeared cut off 
cleaner by the drilled plates than by the punched. 



RIVETING. 69 

In comparing the strength of punched and drilled work toge- 
ther, Mr. Maynard concludes, 1st, that drilled plates are 
stronger than punched by 19 per cent. ; 2nd, that rivets are 
weaker in drilled holes than in punched by four per cent.; 3rd, 
that the difference is in favour of drilled work by 15 per cent. 

The above conclusions would require to be modified for dif- 
ferent qualities of rivets, plates, and workmanship. 

Sir W. Fairbairn, in his " Useful Information for Engineers," 
gives a detailed account of some experiment made on the 
strength of single and double riveted lap and butt joints, with 
punched holes, both snap and countersunk heads being used. 
The riveting was done both by hand and machinery, and, as we 
should expect, the latter proved the more effective. The joints 
with countersunk heads were found to be about as strong as the 
others, although there must have been a diminution of strength 
corresponding to the amount cut out by the countersinking. 
The double-riveted lap joint was found to have a strength very 
slightly inferior to that corresponding to the section of the plate 
left between rivet holes, showing the plates had not suffered 
materially by the punching. The single-riveted lap joint showed 
an average loss of strength of 24 per cent, over and above the 
loss due to the reduction of section at the line of rivet holes. 
In this case the punching may have had a more injurious effect 
on the plates, the line of holes being nearer the edge than the 
line which bears the brunt of the strain in the double-riveted 
joint. However, the inferior strength must be mainly ascribed 
to the manner in which the tension strains the joint, and draws 
it athwart the line of strain, as shown in fig. 7. The joint will 

Fig. 7. 




always tend to assume this form under severe tensional strain in 
consequence of the force tending to act in a direct line through 
the middle of the plates. The joint here manifestly acts at a 
disadvantage, the strain being unequally distributed among the 
fibres of the plate, those of the inside oi \tafc yAuk *.\» VXi* racftst* 
of the rivet bearing more than the test. TYi* *&&&** >&&» ^sfc** 
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the greater will be the unequal distribution of the stress, the 
leverage varying as the thickness of the plate. The same action 
occurs in a double-riveted lap joint, but in a much loss degree, 
as the force acts with less angularity, and consequently more 
uniformly over the fibres of the iron. 

The butt joint with single strip behaves in a somewhat similar 
manner, acting like two laps placed together (fig. 8). In the 

Fig. 8. 

longitudinal seams of an ordinary cylindrical boiler, this pro- 
perty of the lap makes itself felt very often, and results in 
grooving. In the transverse seams the curved form of the 
plates renders this distortion by the force of the steam pressure 
alone well-nigh impossible, but is not proof against the irresist- 
ible molecular forces, whose effects are shown in the expansion 
and contraction of the plates, and which cause the transverse 
grooving in locomotive boilers when they are secured firmly at 
both ends to the frame ; and in stationary boilers, where the 
bottom is cooler than the internal tubes and upper portion of • 
the shell 

When single-butt strips are used for the longitudinal seams, 
they should never be applied internally, on account of the ten- 
dency of the joint to open under pressure, as shown in the last 
figure. When the strip is placed on the outside, the action of 
the steam pressure assists in preventing the distortion of the 

The loss due to the unequal distribution of the tension in 
single- riveted joints with plates of ordinary thickness, £ -inch to 
■j'^-itich, may be taken at not less than 20 per cent, of the ten- 
sile strength of the material left between holes. This would 
leave four per cent, loss of strength in the single- riveted lap 
joints, tested by Fair bairn, due to deterioration by punching, 
and to the rivets not filling the holes so as to bear evenly on 
the plate, and take each an equal share of the strain. What the 
/w of strength from unequal distribution of atraui may \m vu. 
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strips of very thick plates, J-inch and above, can only be de- 
termined by actual test ; it will probably amount to from 50 to 
70 per cent. That the weakness of the single- rive ted lap joint 
was owing to the oblique action or unequal distribution of the 
strain appears to be proved by Fairbairn's experiments, where 
single riveting and butt joint with double strips were tried. The 
strength of this was found to be about equal per square inch of 
section to that of a double-riveted lap joint, or nearly that due 
to the unimpaired section between the holes. 

From some experiments made by Mr. Brunei with double- 
fished butt joints and best Staffordshire \ plates, having 
strips f-inch thick, with double and triple chain and zigzag 
riveting, the following results were arrived at : — The sectional , 
area of the rivets and plates should be equal : triple riveting is 
superior to double-chain riveting in proportion to the sectional 
area of plates retained ; and the strength of the plates is unim- 
paired by the punching, 20 tons per square inch being the 
breaking weight alike of the solid plate and the section left be- 
tween the holes, *a 

In " Useful Information for Engineers," the strength of the 
joints compared with that of the entire plate is given as 
follows : — 

Strength of plate = 100 

Strength of double riveting = 98 
Strength of single riveting = 76 

The loss of strength here given is due to the treatment the 
iron has received, and to the form of joint, and is quite irrespec- 
tive of the diminished section at the line of rivets. A further 
reduction must be made, corresponding to tho amount of sec- 
tion removed in making the holes. This varies considerably for 
single riveting, but 30 per cent, may be taken as an average 
allowance for double riveting. Fairbairn takes 30 per cent, also 
for single riveting, and gives, accordingly, the actual strength of 
the plate and the two descriptions of joints as 100, 68, and 46. 
Thirty per cent, is, however, too small an allowance for single 
riveting, and does not agree with either the common practice or 
the table for the pitch of rivets given in the volume in question. 
This latter gives for f-inch rivets and -§•" plates lf-inch pitch, 
corresponding to a loss of 43 per cent. ; a loss of only 30 per 
cent, would require 2£-iuch pitch, which is now oubj ^erj tkcs&s 
employed for even very low pressure \k>W»tw. 'MLsxl^ ^Tvga\ft««k 
do not avail t&emselves of the advantage oftstwl \>1 &o\fc&» 
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riveting for maintaining a large section of plate, but rise the 
same pitch as for single riveting, the rivets being arranged in 
the form of an equilateral triangle, which in many cases causes 
the removal of 40 per cent, of section instead of 30. 

Taking the average loss of material in ordinary boiler single 
riveting at 40 per cent., and the total loss of strength in the 
joint as 54 per cent., as above found, we should have therefore 
14 per cent, as the amount considered sufficient for the injury 
caused by punching and the bad form of joint. This is too 
little, and should in no case be taken at less than 20 per cent., 
even when the plate suffers no injury by punching, riveting, 
<fec. But taking the loss at 24 per cent., according to Fair- 
bairn, the figures should stand as follows : 100, 68, and 36, 
instead of 100, 68, and 46. 

These will give correctly the comparative strengths when 
the plates and riveted joints are broken in strips a few inches 
wide, as in the experiments quoted. But in a boiler very 
different conditions of resistance are found. Suppose a boiler 
shell to be made of circular belts of plate overlapping trans- 
versely, but without longitudinal joiuts or other source of 
weakness, it would then be in a condition to resist a much 
greater tension than the normal breaking weight of the mate- 
rial, in consequence of the support lent by the double thickness 
at the ring seams. That additional resistance is given to the 
plates by the transverse joints in a properly made cylindrical 
boiler, is evidenced by the manner in which many shells 
at work hold together when the whole section of a plate is cut 
away for a 3-foot dome hole except a strip at each end, and 
barely sufficient for the dome angle-iron attachment and ring 
seams. In such a case, and others of a similar nature, the 
holding together of the plate is mainly dependent upon the strength 
imparted by the ring seams. When the longitudinal seams break 
joint effectually, the ring seams also strongly resist the buckling 
action of the plates under strain, which we have seen, at page 69, 
to be such an element of weakness in single riveting. It is obvious 
this resistance must depend greatly upon the width of plates, and 
increases as the distance between the ring seams is diminished. 
Moreover, the circumstance alone of the longitudinal seams 
breaking joint, analogous to the bond in masonry, has an im- 
portant influence in strengthening the shell. It is more than 
probable therefore that in a boiler where the longitudinal seams 
break joint effectually and are double riveted, the strength of the 
shell is even greater than that measured \>v t\va \h&b$&\x?& 
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section left between the rivet holes. The resistance of this 
section may therefore be taken as the breaking strength of the 
boiler, or as a rule, 30 per cent, less than the entire strength of 
the plate for doable riveting. 

In a similar boiler single riveted, we may safely neglect the 
loss of strength due to the buckling action of the plates under 
steam, and regard the shell as being stronger than a detached 
narrow test strip of the jointed plates by an amount equal to 
20 per cent, of the strength of the entire plate. 

Taking the loss of material for single riveting at 44 per cent, 
the relative values will stand : 

Entire plate . • • .100 
Double-riveted joint . 70 

Single „ „ • .56 

These proportions of strength are usually employed, and were 
originally deduced by Sir W. Fairbairn from his experiments. 
But in shells where the longitudinal seams run in a continuous 
line from end to end, we cannot count upon any gain of strength 
from the transverse joints. There is, however, probably a 
slight gain of strength in the long string of rivets as compared 
with a narrow test specimen, and such a shell single riveted 
may be regarded as having 40 per cent, of the strength of the 
plate. 

Taking 21 tons per square inch as our standard strength for 
plates along the fibre, the above proportions become 14|- tons, 
and Hi tons per square inch respectively, as the breaking 
strength of double and single riveted boilers having the longi- 
tudinal seams breaking joint in the proper sense of the term, 
and not by the amount of a rivet or two apart as in fig. 9. The 
table of strengths of wrought iron cylindrical boilers is calculated 
from the above figures. The strength of the plates across the 
fibre should be taken at from 10 to 15 per cent, less than 
the above. When the margin of safety is required to be small 
and plates are used of an ascertained strength of 25 tons per 
square inch, the strength can readily be found by adding 20 per 
cent, to that in the table. 

In some experiments conducted at Woolwich in 1835 on 
different kinds of joints, the following results were obtained : for 
i"» tV"> an< ^ $" pi&tes, the breaking strengths were res^cfcv^Vj 
about 16, 17, and 18 tons for siugle riveted \&£ yfota^vaA toe 
double riveted about 24, 24 and 22 V>m «*&*&& \««a5M2a% 
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weight and not per square inch, showing that the thinnest plate 
was actually stronger at the joint than the thicker plates. The 

Fig. 9. 




IIS 





inferior strength of \" and -J^" plates was probably due to the 
more oblique action of the strain on the joint. Bat for want of 
detailed information, the results recorded cannot be considered 
as suitable for deducing any general rule for the strength of 
plates of different thicknesses. Many have erroneously con- 
cluded from the results of these experiments that a finch 
plate boiler is as strong as a boiler made of £-inch plates. In 
the first place, there would be found a great difference in the • 
strength of a £"-plate as a test strip and as built up in a boiler, 
for reasons already stated, the workmanship being equal in both 
cases. This difference would not be so great with a f "-plate. In 
the second place, the plate is by no means most likely to fail 
first through the line of rivet holes when in use. Comparing 
I" plates with £" plates, and assuming the boiler to be unfit for 
working at the original pressure when reduced to i" thick, the 
latter plates will last twice as long as the former. 

In seeking to determine the correct diameter and pitch of 
rivets, and also the proper amount of lap for different thick- 
nesses of plate, there are several conflicting circumstances to 
consider. In the first place, having due regard for the economy 
of material it is important in fixing upon the diameter and pitch 
of rivets for a givan thickness of plate, tnafc tt& ^\ate& «&&. 
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rivets should be of equal strength, for in making the rivets to fail 
before the plates, we should be wasting the excess of material 
to which is due the additional strength of the plate or be 
making the joint too weak. On the other hand, to make the 
rivets the stronger, would be to make the joint too weak by 
reducing the strength of the plate too much, or to waste the 
material in making the rivets too strong. 

In the second place, the joint must be tight as well as cor- 
rectly proportioned for strength. It will be seen that the 
attainment of the greatest strength with the least material is 
restricted by the necessity for tightness, and also by other 
minor but important circumstances. 

First of all it must be ascertained in which manner the weak- 
ness of the joint may be declared. Here we find that the joint 
may fail in four or five different ways, namely : 

1st. By the plate in front of the rivet crushing (fig. 10). 

2nd. By the rivet shearing. 

3rd. By the plate tearing between the rivet holes. 



Fig. 10. 



Eg. 11. 





4th. By the plate outside the hole breaking through (fig. 11). 

5th. By the plate being forced out in front of the rivet 
(fig. 12). 

1st. The resistance of the plate round the semi-circumference 
of the rivet can be proved to be measured by the diameter 
of the rivet x the thickness of plate x crushing strength of 
plate. From the results of some experiment oil V3a& aros3ea»% 
strength of the bearing surface of iron "\inka *^KiTtf& VJoa ^\s»> 
undertaken by Sir C. Fox, it may "be, ©oncYoAftO. ^3asfc **** 
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resistance of the plate against a rivet is equal to 40 tons 
per square inch, whence we have : 

resistance of plate to crushing = d x t x 40 (1.) 

d s: diameter of rivet, t = thickness of plate. 

2nd. The ultimate strength of the rivet to resist shearing 
has already been discussed, and may be taken at 21 tons per 
square inch, therefore 

resistance to single shearing = °7854 x d 2 X 21. (2.) 

Comparing Nob. 1 and 2, when the resistance of the rivet and 
plate are equal, we have 

d x t x 40 = -7854 x d 2 x 21 
d= 2*4$, 

Fig. 12. whence the diameter of the rivet should 

be nearly 2J times the thickness of 
the plate. The common rule of mak- 
ing the diameter of the rivet double 
the thickness of plate up to -fa thick 
is approximately correct, and allows 
a margin of strength for injury done 
to the plate in punching and drifting. 

3rd. The strength of the plate 
between the rivet holes in boiler work, 
it has already been shown may be 
taken at 21 tons per square inch, 
whence 

resistance of plate to tearing = t {p — d) 21. (3.) 
where p = pitch of rivets ; 

comparing this with No. 2, we get for the equality of strength 
in rivets and plates between holes, 

•7854 d 2 x 21 = t (p — d) 21. 

from which equation we can find the pitch, when the diameter 
of rivets and thickness of plate are given. Substituting a = area 
of rivet for *f854 d 2 we have for a single riveted lap joint and 
rle fished butt joint, 
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p = ± + d. (4.) 

For lap joints and single fished joints with doable riveting, 
we have the sectional area of two rivets instead of one, as in 
the last case, 

hence, 2 a = t (p — ■ d) 
and p = — + d . (5.) 

In a butt joint double fished and single riveted, where the 
rivets require to be sheared in two places before yielding we get 

2 a = t (p — d) 9 or the same as in the last case, 

and p = — + d. (5.) 

In a double fished butt joint with double riveting the equa- 
tion becomes 

4 a = t (p — d) 
*=!? + <*. (6.) 

. In the above formulae, d should rather be taken as the 
mean size of the hole than as the size of rivet, or as a rule 
y 1 ^ inch larger than the rivets up to -j- inch diameter. 

When the diameter of rivet is double the thickness of 
plate, the pitch becomes equal to 2*57 d 9 4*14 d, and 7*28 d 
respectively for formulae (4), (5), and (6). 

In thick plates having rivets less in diameter than twice the 
thickness of plate, the pitch will be less in proportion. Taking 
r as the ratio of diameter to thickness, the above quantities 

must be multiplied by — for the pitch. 

4. We may regard the distance between the hole and edge 
of the plate as the depth h 9 of a girder fixed at both ends, and 
uniformly loaded, the span being measured by the diameter of 
rivet, hence 

t *V 
the strength to resist fracture = - v — * ^ % 
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is a coefficient, the value of which has not yet been 
determined. Since the nature of both the strain and the re* 
sistance differs greatly from that of ordinary girders, it is evi- 
dent that we cannot consider the ordinary coefficient as even 
approximate* But as the coefficient is not likely to be less 
than the above, we may use it for the purpose of illustration 
We then have, 

t x h? 
transverse strength of plate = 48. 

Comparing this with No. 2, we have, 

* x h? 
•7854 xd 2 x21 = — ^— x 48, 

when d = 2 1 we get h = d x '81. 

Assuming this to be approximately correct, it follows that the 
ordinary practice of making the distance between the hole and 
edge of plate equal to diameter of rivet gives sufficient strength 
to prevent the plate from breaking by a transverse strain. The 
greater the ratio of diameter to thickness, the less will be the 
proportion of lap required for adequate strength. 

5. The resistance of the plate to being forced out in front of 
the rivet will be equal to the shearing strength of the plate 
multiplied by the area sheared, and may be expressed by 

(3cL 
— ) x t x 21, 

when the distance between the hole and edge of plate = d. 

On comparison, the resistance of the joint to yield in this 
manner will be found much greater than the resistance to any of 
the other modes of fracture we have considered, consequently 
such a fracture as shown in fig. 12, is seldom, if ever, met with. 

The fractures most frequently found in boiler work are those 
from the hole to edge of plate. They are in most cases the 
result of careless workmanship and brittleness of plates, except 
when they occur in the seams over the fire, when they are 
mainly produced by the contraction strain acting at right 
angles, and by the girder strain thrown on the plate between 
the hole and edge by the permanent contraction due to the 
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alternate Seating and cooling. A large lap fa more liable to 
fracture in this manner than a small one, and a thick plate 
than a thin one, in positions where sudden variations of tempe- 
rature occur. In a line of riveted work a few holes may 
become fractured, or a few rivets crushed, by having to bear an 
undue amount of the strain, which is unequally distributed 
along the whole line of rivets in consequence of careless work- 
manship. 

When the plate once yields by fracturing or crushing, it is 
evident that the strain, will no longer be at all equally distri- 
buted along the length of plate between rivet holes, but 
becomes concentrated upon the fibres of the plate at each side 
of the rivet. The plate may then be torn in two by a force 
much below its breaking weight with the strain equally dis- 
tributed. 

The principles embodied in the above rules, based on deduc- 
tions correctly made from experiments, must be accepted with 
some caution. In most of the experiments the plates were 
thin, of very good iron, and probably had not suffered much by 
rough treatment, which is, however, not the fate of the majority 
of boiler plates. Many a new boiler is set to work with the 
rivet holes fractured to edge of plate, or from hole to hole, by 
punching and drifting. Moreover, it is the practice to use a 
better quality of iron for the rivet than for the plate in the 
great majority of boilers. This lessens the chance of injury by 
hammering and heating, besides giving a greater tensile and 
shearing strength. 

It may be taken as a rule that, in any but the best class of 
boiler work, the rivet is stronger than the plate section for 
section in new boilers. In old boilers the plates at the joints 
are generally fouud to be much more brittle than the rivets, 
and the rivets, except at the heads, will escape corrosion where 
the plate may suffer severely. These considerations indicate 
that a larger pitch than the one assigned by the rule given 
should be used. It must also not be forgotten that the hole is 
larger than the enclosed rivet, the diameter of which is usually 
taken in estimating the pitch. It may here be also remarked 
-that in increasing the diameter of rivet, the pitch must be 
increased in a greater proportion, in order to keep the section 
of rivet and plate equal, for the shearing strength of a rivet 
varies as its sectional area, and therefore as the square of the 
diameter, whilst the section of the plate r&mOT«& N%x\a& ««k^ 
as the diameter. It follows from tb\a \&afe, \taa "\ax%«t **** tos&& 
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the rivets, the better are we able to retain the gross sectional 
area of our plates. 

The advantage to be gained by increasing the diameter of 
rivet is limited by the expediency of not exceeding the crashing 
strength of the plate in front of the rivet, which varies simply 
as the diameter of the rivet. It has already been shown that 
the plate will fail by crushing before the rivet shears when the 
diameter is 2j times the thickness of plate. It may also be 
observed, that by increasing the pitch we rapidly diminish the 
breaking strength of the plate between holes, as the increased 
width allows the plate to stretch more, and concentrates the 
strain on the fibres at each side of the hole. This fact applies 
most strongly to the case of double-fished butt joints, where the 
large pitch is necessary to bring the strength of the plate up to 
that of the rivets which are in double shear. It also probably 
accounts for the diminished strength found in experiments with 
riveted joints, where large rivets have been used with a very 
large pitch to ascertain the crushing strength of the plates. 
Such tests cannot be taken as a guide for the strength of joints 
in ordinary boiler work. 

There are, however, other considerations besides the economy 
of material that should govern the proper pitch of rivets. A 
tight joint is of the first importance, for should leakage occur 
corrosion may soon alter any carefully calculated proportions of 
the respective sections in the joint. Indeed, it may be affirmed 
that in the majority of cases the safety of a boiler depends, in 
the long run, more upon the tightness than the actual strength 
of the joints, since a large factor of safety is usually allowed. 

No one set of rules can be laid down for the pitch of rivets 
which shall be the best under all circumstances of pressure, 
quality of material, liability to corrosion, <fcc. The following 
table gives a result which agrees pretty closely with the average 
practice for single riveting in high pressure boilers (up to 
160 lbs) if we take the proportions of diameter of rivet and 
thickness of plate that are given. The diameter of rivet is taken 
as the average diameter of the hole, and not the nett size of the 
rivet shank. 
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Single-riveted lap joints. 



Thickness 
of plate. 


Diameter 
of rivet. 


a 


P=dx2-«. 


Fitch to be 
used. 


i" 


4" 


11' 


If 


14" 


i 


i 


14 


1ft 


14 


1 


1» 


1J 


if 


A 


11 


11 


li 


4 


3 


If 

2* 


If 


if 


t 


1 


• 24 


24 


4 


14 


24 


24 


1 


i 


if 


24 


24 


l" 


2" 


24 


24 


if 


l" 


2" 


24 


21 


l" 


14 


24 


24 


9 


14 


24 


2J 


24 


14 


24 


2| 


24 



In the above table it will be seen that with thin plates the 
diameter of rivet is double the thickness of plate, and this ratio 
diminishes as the plates increase in thickness until with 1-inch 
plates the diameter and thickness are nearly equal. One reason 
for this is that the difficulty of making a good joint increases 
with the diameter of rivet where the point is not closed by an 
efficient machine. With 1-inch and 1^-inch rivets heavy 
hammers are required to upset the iron and close the hole 
properly. This at once increased the difficulty of " holding up" 
and of making a good job. The difficulty of setting by drawing 
or hammering the plates quite close together to make a tight 
joint also increases rapidly in plates over f-inch thick, and 
altogether the quality of the work is not so reliable when very 
thick plates are used. Another reason for diminishing the ratio 
which the diameter of rivet bears to the thickness of plate is that 
with a constant ratio we soon reach too large a pitch to admit of 
keeping a tight joint, if we wish to retain anything like equality 
between section of plate and rivet. 

With 1-inch plates, in order to retain 60 per cent, of the 
section of the plate whilst making the plates and rivets at the 
joint equal in strength we should require 2-inoh rivets at 
6i inches pitch. 

Such a rivet is considered too large for closing up properly, 
unless with the aid of a very powerful machine^ wA T>\ <raofcra& 
are too wide to keep tight at even moderate •^fiwwMfi* VtSbl 
ordinary workmanship. Rivets of more ttraa. \\'va«3a. a&M&sta* 
are seldom if ever employed in boiler "work* 
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The third cqjhimn in the table gives the pitch required for 
equal section of rivets and plate between holes. The fourth 
column gives the pitch required in order to retain 60 per cent, 
of plate at the joint. On comparing these two columns it will 
be seen that in plates from £ inch to ±% inch thick there is no 
great difference between the two pitches. With the thicker 
plates the difference is important. The pitch for 1-inch plates 
in column 3 only retains 53 per cent, of the plate section, but if 
we employed column 4 the wide pitch would leave the rivets 
with only 36 per cent, of the strength of the entire plate, or 
about 60 per cent, of the plate between holes. Column 3 would 
therefore give a stronger joint than the other. 

The average size of the punched hole in the plate being 
usually somewhat larger than the size assigned to it, and the risk 
of injury from punching being greater in thick than in thin 
plates, and also to allow for corrosion or waste at the lap, 
column 5 is given to work to, giving the section of the plate 
slightly in excess of that in column 3, and retaining about 60 
per cent, of the section in plates from i inch to ^ inch thick ; 
55 per cent for plates from f -inch to $ inch ; and 58 per cent, 
for -£-$-inch and 1-inch plates. 

Where the workmanship is not reliable it will be advisable to 
reduce the pitch slightly, or to increase the diameter of rivet 'in 
plates under i inch thick. 

The lap for single riveting should be equal to 3 times the 
diameter of rivet, and never more than 3*3 times the diameter. 

Double-rivBted lap joints and butt joints with single stripe* 
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The pitch given is along one line of rivets. The strips should 
be slightly thicker than the plate, T ^ inch for moderately thick 
plates, and £ inch for very thick plates. Column 4 gives the 
pitch, along one line of rivets, required to retain 70 per cent, of 
plate between holes. With 1-inch plates this would make the 
strength of the rivets only about 53 per cent, of that of the 
pierced plate. In order to obtain equal strength in plate and 
rivet at the joint we should require for 1-inch plates lf-inoh 
rivets at 5£ inch pitch. The difficulty is therefore obvious of 
obtaining a well-proportioned joint when using thick plates, 
with either single or double-riveted lap joints, at the same time 
retaining a good section of plate, and ensuring tightness. In 
using thick plates the best course to follow in arranging the 
joint is to fix upon the widest pitch consistent with tightness, 
employing the largest rivets admissible, and then determine the 
strength of the shell from the section of rivets or plate left 
between holes, whichever may be the weaker. In plates up to 
T 9 ^ thick it is evident that 70 per cent, of section can be main- 
tained with a well-proportioned joint and moderate pitch. For 
plates under \ inch there is an excess of strength in the rivets 
when using the pitch given. The diameter of rivets might 
therefore with advantage be slightly reduced, to make a tighter 
joint, for high pressures. When the boiler is double riveted 
throughout, |~inch rivets for f-inch and -Jg-inch plates, with 
2£ inch pitch, might be used. It is, however, inexpedient to 
have different sized holes for single and double riveting in the 
same plate or boiler ; and as it frequently happens that the 
longitudinal seams of a boiler are double riveted, whilst the 
transverse seams are only single riveted, the same sized rivets 
have been used in making the above tables. 

The greatest difficulty in making a well-proportioned joint 
with the same sized rivets occurs when butt joints with double 
strips and lap joints come together in the same plate. In such 
a case we must either sacrifice the advantage of having the same 
sized hole throughout the plate, or have a badly proportioned 
joint in one seam or the other. On this account, when double- 
fished butt joints are used in the same plate with lap joints, 
the former may be made single and the latter double riveted ; 
in which case the same pitch and diameter of rivet might be 
judiciously employed, were it not for the difficulty of keep- 
ing a tight joint in the butt arrangement, whi&h. ?&<3BSKtatafe 
the reduction of the pitch, unless the ^oxVi&&atift&£ ^ ^^1 
good. 
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The double- riveted Up should be equal to 5 times the 
diameter of rivet, each line of rivets being jd from the edge of 
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In double-riveted butt joints with donble covering stripe, il 
will be seen from the annexed table, on comparing columns 
4, 5, and 6, that we cannot avail ourselves of the fall strength of 
the double riveting when the rivets are in double shear, and 
must be content with 75 and 70 per cent, of section of the 
entire plate with thin and thick plates respectively. Smaller 
rivets than j " should not be employed, unless they are. made 
with much larger heads than is the custom, in order to with- 
stand the effects of corrosion. On account of the difficulty of 
obtaining sufficiently strong punches smaller rivets than those 
given for the thick plates cannot be recommended. Where 
the holes are drilled this objection does not apply, and a 
different table may be arranged, commencing with I" plates 
as they Htand and ending with 1" plates having £" rivets at 
31" pitch. 

Besides the loss of strength doe to the unequal distribution 
of the strain through the whole thickness of the plates in a lap 
joint, very thick plates are also liable to be much reduced in 
strength through tbe body of the plate by injury done in the 
excessive amount of setting they require where the transverse 
and longitudinal seams cross each other. For this reason alone 
butt joints should always be used at least tor, ttui km^uoimtl 
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seams with plates over $-" thick. The width of the strip for 
double riveting should be at least 9 times the diameter of rivet, 
and may, with thick plates, be made equal to 10 times the 
diameter, the distance from the centre of the holes to edge of 
plates and strips in all cases being equal to diameter of rivet 
multiplied by £. 



CHAPTER V. 

WELDING. 

The numerous purposes to which wrought iron is applied 
could not be effected without its valuable property of welding. 
It is of the utmost importance that the effect of this process 
on the strength of the material should be properly understood, 
since there are more structures depending on the soundness of 
the weld than on the strength of the rolled or forged bar or 
plate. 

Mr. Kirkaldy made some experiments on the breaking 
strength of welded bars. The results varied greatly, showing 
a loss of from 2*6 to 43*8 per cent., the mean loss being 20*8 
per cent., compared with the solid bar, the fracture taking 
place in most instances partly through the solid bar and partly 
through the weld. The loss of strength in four " Farnley " 
1-inch square bars varied from 6 tons to 9£ tons, the original 
strength averaging 28 tons per square inch. With 1 4 " Glasgow 
Best Best " bars, varying from 1} inch to f inch square, the 
loss of strength varied from } tons to 11 tons, per square 
inch, the average loss being 8 tons. The original strength was, 
on an average, about 25£ tons per square inch. 

Mr. Kirkaldy found that in heating a bar of Glasgow B. 
Best iron to the welding point, and then allowing it to cool 
slowly, that the breaking strain was nearly the same as that 
borne by another piece off the same bar in the ordinary con- 
dition ; but the ductility of the iron was injured by the high 
temperature and want of hammering. 

Several experiments to determine the strength of welded 
plates have been made, and have given satisfactory results. Of 
these may be mentioned the trials at Woolwich on the strength 
of plates welded by the Bertram process, recorded by Mr. D. 
E. Clark. 

The Joints were of two descriptions, namely, the scarf weld 
Mad the lap weld. The tensile strength, waa IoutA to \>* 
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20 tons per square inch for the solid plates, £, ^, and $ inch 
thick. Taking the strength of the entire plate at 100, that of 
the scarf weld for the -Jg- and -§- plates was respectively 106 
and 102. The £-inch weld proved faulty. The results from 
the lap weld, as might be expected from the unequal distri- 
bution of the strain at the joint, were not satisfactory, being 
respectively 50, 69 and 66. This makes the absolute strength 
of the two lap welded joints alike for \- and J -inch plates, the 
£-inch plate having only \ of the strength of the entire 
plate, whilst the \ plate has } the strength, which may be 
accounted for by the more unequal distribution of the strain 
with the thicker plate. The meagre information respecting 
the fractures, and the fewness of the tests with each variety of 
weld and thickness of plate detracts very much from the value 
of these experiments as a standard for general use. 

Mr. Kirtley, in a paper read before " The Institute of Me- 
chanical Engineers," records the results of some experiments on 
the tensile strength of strips of plate cut across the weld, 
which were taken from several boilers made with welded 
longitudinal seams. The strips were in three sets, 7 J inches 
long, the weld being in the middle of each piece. The follow- 
ing table gives the results of the tests ; the plates were 
^ inch thick : — 
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It appears from these results that half of the tea*. \>\s&fefe 
broke in the solid, and not at the weld. 
The average loss of strength of tta t£$ "*&&»& ^tatofe 
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only 12*7 per cent., compared with the strength of the 11 
unwelded plates, the worst pieces showing as defective a weld 
as would occur in practice had 70 per cent, of the average 
strength of the unwelded plates. 

The weld is best made when the edges of the plates are 
upset, at a red heat, by hammering or pressure, to nearly 
double their thickness, and bevelled to an angle of about 45°. 
The edges can then be heated simultaneously, and the weld 
made by hammering down the joint to the original thickness 
of the plate. 



CHAPTER VI. 

CONSTRUCTION OF BOILERS. 

Since the plates are stronger lengthways than crossways, 
they are generally arranged in a cylindrical boiler shell, with 
the fibre running circumferentially, in which direction they are 
best disposed to resist the greatest strain due to the internal 
pressure. But owing to the greatest strain in externally fired 
boilers being along the bottom in a longitudinal direction from 
the sudden contraction caused by a rush of cold air, or by the 
delivery of cold feed water on to the bottom plates, some engineers 
prefer to arrange the plates with the fibre running lengthways 
along the boiler. By this arrangement the bottom plates are 
also more easily replaced, a circumstance of some importance 
with hard-worked externally-fired boilers, in which the furnace 
plates require frequent renewal. In order to avoid the great 
inconvenience and sometimes danger from the constant frac- 
turing of rivet holes, especially in the transverse seams over 
the fire, it is best to make the furnace plates of externally fired 
boilers sufficiently long to keep the first ring seam away from 
the influence of the entering cold air, and at the same time to 
set the boiler so that the end seams do not become intensely 
heated. This arrangement necessitates the use of a very large 
furnace plate, since the width must be sufficient to keep the 
longitudinal seams also out of reach of the fire and entering 
cold air, which have a much less effect on the single than on the 
double thickness of plate that occurs at the lap joints. 

In short boilers, such as many of the useful little vertical 
class, the plates are most easily arranged in one length, with 
their fibre in the direction of the height of the boiler, thus 
saving the work in one ring seam. In all such cases where the 
plates are arranged lengthways along the cylinder, it is adviaafcta 
to allow a greater margin of safety than wtan, \»fcx» ^&te& *s* 
arranged lengthways round the oyliixder. 
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Wherever a ring seam occurs the longitudinal seams should 
be made to break joint, for the sake of obtaining the increased 
strength due to this arrangement. This necessitates the thinning 
away of the inside plate corners where the overlap occurs. In 
order to avoid the labour that this involves, which is considerable 
when thick plates are used, the plates are very often arranged 
to break joint by one or two rivets only, as shown in fig. 9, 
page 74. This, arrangement is but little stronger than having 
the seams in one line, from end to end, and should never be used. 
It however saves the hammering that thick plates with lap 
joints have to undergo to make them fit at the ring seams, 
where the longitudinal seams break joint, which must in many 
cases damage the iron considerably, and to avoid this, as well as 
the unequal distribution of strain involved by the use of the 
lap, the longitudinal joints at least should be made with double 
butt strips, in using thick plates. 

The courses or belts of plates that make up the length are 
usually arranged conically in stationary boilers, with the out- 
side lap facing backwards. When the boiler is set slightly in- 
clined towards the front end, this arrangement of the plates 
facilitates the draining of the water and sweeping out at the 
boiler bottom towards the front, where the dirt is usually 
removed. This advantage is greatest in internally fired 
boilers, which are difficult to clean. In externally fired boilers 
this arrangement of the ring seams saves the edges of the 
plate from the direct impingement of the flame, which takes 
place when the outside laps face the front. It is, however, 
more liable to interfere with the free contraction of the shell 
on the brickwork, which acts from front to back, and which is 
of more importance than freedom of expansion, the former 
being more sudden than the latter. 

In long vertical boilers it is customary to arrange the ring 
seams with the inside lap facing downwards, so as not to leave 
a projection for the incrustation to lodge upon. With the 
same object in view, some engineers also insist upon the longitu- 
dinal seams at the sides of locomotive boiler shells being 
arranged with the edges of the top plates inside, as they con- 
sider the liability to groove is increased when the edge of the 
inside plates face upwards, to form £ ledge for the incrustation 
to accumulate upon. 

In locomotive boilers the belts of plating are nearly always 

arranged parallel, and of late it has become the practice with 

many makers to arrange them telescopicaUy m\fo. t\& Vastest 
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diameter at the firebox end, to which the sludge is drained 
for removal at the mudholes. This arrangement also allows 
room for a slightly wider firebox ; it also facilitates the arranging 
of the tubes, and, in many cases, tends to prolong the life of 
the firebox. 

Of late years it has become the practice with the best makers 
to use larger plates in the shell than formerly. In stationary 
boilers the size is usually limited by the weight the manufac- 
turers supply the plates at, without extra charge, which, as a 
rule, is 4 cwt. for plates of good Staffordshire quality. The 
greatest width, without extra charge, is usually about 4 feet, 
and the length is arranged to keep the weight of the plate 
within 4 cwt. ; but many engineers wisely prefer to incur the 
extra cost of using larger plates, and so reduce the number 
of seams and consequent risk of leaky joints and rivets as 
well as of grooving. Locomotive boiler barrels are frequently 
made with plates long enough to necessitate only one longitu- 
dinal seam in each belt of plates, which should be placed above 
the water level, where it is not liable to groove. In some 
oases the longitudinal seams are welded, and the ring seams 
made with outside covering strips. In order to still further 
increase the strength of the boiler where there are no external 
flues, strong wrought-iron rings are shrunk on at mid-length of 
each belting. To compensate for the strength lost by cutting 
out the rivet holes, plates with thickened edges are sometimes 
used for locomotive boiler barrels. As the thick edges are in 
the direction of the length of the plate, they can, unfortunately, 
only be used for the ring seams where the additional strength 
is least required in well-designed locomotive boilers. 

The strength of the cylinder and sphere has already been 
examined, and the resistance of flat and cambered surfaces 
partially discussed. In boilers of even moderate diameter, and 
under ordinary pressures, the flat ends of ordinary thickness 
are so weak, if unstayed, that the bulging out would be ex- 
cessive, and would consequently tend to act with a considerable 
leverage, and wrench off the rivet heads securing the plate to 
the barrel, if attached in the ordinary manner by angle irons. 
The alternate bulging and straightening of the plate produced 
by the varying pressure in the boiler would also tend to pro- 
duce fracture through the line of rivet holes, or work open the 
fibres of the iron along the line where this action is most felt^ 
and which is generally along the inside edge* ot VJba K&^fe Vccn*^ 
car at the angle iron, root, producing los&ugp, ^cooV\ng» %»&<> 
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ultimately, fracture, which are treated of in the chapter on 
" Wear and Tear." 

It may be here remarked that the mode in which a flat, 
dished or cambered end plate is secured to the barrel materially 
affects its capability of resisting the effect of the internal stress 
upon it The modes adopted are by angle iron, either internal 
or external, or by flanging either the barrel or end plate. 

Where stiffness is not required near the circumference of 
the barrel, as, for instance, where it is desirable to leave room 
for the plate to spring, in the case of internally fired boilers, 
the angle iron should be applied outwardly, or the barrel 
flanged outwardly, to receive the end plate. 

As a rule, the flanged arrangements are less liable to grooving 
than when angle irons are used, and form the best mode of 
attachment, provided the plates are not too much reduced in 
thickness when the flanging is outward. In Cornish and Lan- 
cashire boilers, it is the custom to attach the front end plate with 
outside angle irons, and the back end with inside angle irons. 
The crowns of vertical boiler shellsare usually attached by flanging 
or by inside angle irons. Where, however, in long boilers the in- 
ternal flue tubes are not more than 5" or 6" from the side of the 
barrel, outside angle irons should be used to allow the end-plate 
to spring. 

In small vertical boilers sufficient strength can be given to 
the end-plate by dishing it, which removes the necessity of 
staying it further than with the flue tube. In cases where 
there is a cluster of small tubes, the crown is best made flat 
for facility of tightening the tube ends, and in most cases 
sufficient strength can be given to this plate by increasing its 
thickness within moderate limits. 

With a view to strengthen the furnace crowns of small vertical 
boilers, they are usually made with considerable camber. In 
many cases, however, this camber renders the plate too stiff and 
unable to spring without producing grooving ; a certain amount 
of play should be allowed, in order to accommodate the ex- 
pansion and contraction of the flue tube or tubes. 

Various methods have been devised for securing the internal 
furnaces of vertical boilers to the shell. The first that suggests 
itself is the old-fashioned solid ring, made out of a rectangular bar 
of iron. The depth of this ring should never be less than its 
width, as the pressure on the crown has a tendency to upset it. 
When the ring is shallow, the upsetting action frequently produces 
grooving in the shell plate, round the top oi tiro xm%. Wusra. 
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these rings are more than 3" wide, and of equal depth, they 
should be double riveted, to prevent leakage and grooving, if 
they have to carry a great load. There are more than half-a- 
dozen other methods, but which do not call for remark. 

We shall now consider the various means used to strengthen 
flat and cambered surfaces, such as screwed and riveted bolts, 
stiffening ribs, girder stays, gussets, <fcc. 

The difference in strength between screwed and unscrewed 
bolts, according to Mr. Kirkaldy, is influenced by the manner 
in which the dies act upon the iron. Old dies have a harden- 
ing effect, which raises the breaking strength at the expense of 
the stretching, when compared with new dies or chasing tools, 
which cut cleaner. The average tensile strength of a screwed 
bar, 1" and above in diameter, may be taken at 20 tons per 
square inch of the unscrewed section. It has been frequently 
assumed that bolts of small diameter — §•" or £", are superior 
in strength, section for section, to those of 1?" and above ; 
but recent experiments do not bear out this assumption — at 
least, not to the extent asserted, some 50 per cent. 

In order to preserve the original strength of a tie bar, as 
well as to facilitate the operation of screwing it into the plates, 
it is customary to increase the diameter of the screwed por- 
tions. This also acts advantageously in allowing the bar to 
stretch when strained severely. A bar of ordinary quality 
and of uniform section throughout is found, under tension, to 
stretch considerably before breaking. The degree and regu- 
larity of the stretching depends principally upon the quality 
of the material. If, however, the section of the bar be 
diminished in one or more places, the effect of the strain and 
consequently the stretching is confined to these weaker por- 
tions, so that a bar with a narrow groove, like the thread of a 
screw, cut in it, scarcely stretches at all before breaking. It 
is for this reason that screwed tie rods, without swelled ends, are 
sometimes found to snap suddenly under severe strain, usually at 
the end of the screwed portion to which the stretching is 
confined. When the ends are thickened for screwing, so that 
the diameter at the bottom of the thread exceeds that of the 
rest of the bar, the stretching is no longer confined to one part, 
and the bar is better able to bear a sudden strain. 

The practice of turning the thread off the middle portion 
of locomotive firebox stays, or of swelling t\\a &KCbstast <& 
the screwed ends, is sometimes adopted to tentac ^da ^wj^ 
more flexible, and consequently better a\Ae to \»*x -^nSftwok 
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injury the awkward transverse strains thrown upon them by 
the greater expansion of the inside firebox compared with 
that of the outside shell, which, in course of time, renders 
the iron stays in the upper parts of the box exceedingly 
brittle and liable to snap. Another advantage claimed for 
this plan of turning off the thread is that the even surface 
of an iron stay withstands the corrosive action of the water 
better than when it is screwed. For durability the stays of 
locomotive fireboxes are better made of copper, especially 
those that are in contact with the mass of incandescent fueL 
With firebox plates not more than -^" thick, the thinnest part 
of the stay, or the diameter at the bottom of the thread, 
should not be less than £" when copper stays are used, or 
else they are liable to bend in hammering down the ends. 
This applies to stays even as short as 3" between plates. 
With stiffer stays of iron the smallest diameter may be £". 
On the other hand it is not advisable to make these iron stays 
larger than 1\" outside diameter, with -fe plates, as the extra 
amount of hammering involved in knocking down the ends of 
thicker bolts, with ordinary care, is liable to spoil the threads. 

In using water containing certain Baits, the use of copper 
stays is sometimes accompanied by a rapid corrosion, which 
appears like countersinking of the inside of the iron plate round 
the bolts. This is usually ascribed to galvanic action. The heads 
of copper stay bolts should, in consequence, be made larger than is 
the usual practice, as, too often, little or no thread is left to 
depend upon. 

For plates less than f inch thick, the number of threads on ; 
the bolts' stay should not exceed 11 or 12 to the inch, in order 
to get a good hold when screwed into the plate. When the 
stay is not screwed into the plate it is usual to secure the ends 
with nuts and washers, which should be applied to both sides 
of the plate, to insure tightness or freedom from leakage. 
The thickness of the nut is usually made equal to the diameter 
of the screw. This allows a margin of strength to compensate 
for badly formed and loose threads. It has been found that 
where the thickness of the nut and diameter of the screw are 
as £ to 1, threads of ordinary pitch, if well made, and a good 
fit, will not strip before the bolt breaks. 

Besides being screwed into the plate and having the end 
riveted over, or passed through the plate and secured by nuts 
and washers, longitudinal and other stay baxa, which, may be 
either square or round, can be secured to nato $»to»%\sy xaaaaaa 
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of pins, bolts, or cotters passing through angle irons or T irons, 
which impart stiffness to the plate they are riveted to. The 
practice of securing them by cotters and saddle plates is not so 
common as it was a few years ago. When pins or bolts are 
used they should always be arranged for double shear, either 
by forming double eyes upon the ends of the stay which 
clip the T iron, or by forming a single eye on the stay and 
placing it between two angle irons through which the pin 
passes. 

In proportioning the sizes of the stay bar and its bolt so that 
they may be of equal ultimate breaking strength, the diameter 
of the bolts will usually be too small to afford sufficient bearing 
surface in the angle or T iron, which, except in locomotive 
boilers, seldom exceed |" in thickness, and soon fail by crippling 
- or bulging. In order to increase the bearing surface on the 
angle iron and at the same time to impart additional stiffness 
to the structure, £" or §* plates about 6" wide are frequently 
riveted to these end angle irons in stationary boilers. Instead of 
using a very large single bolt to ensure sufficient bearing sur- 
face, it is better to forge a good deep T end upon the stay bar, 
which can be secured to the angle irons between which it is 
placed by three or four bolts of moderate diameter. 

A defect often met with in staying the ends of boilers is the 
omission of cotters through the pins when double eyes and 
single T irons are used. This omission allows the double eye 
to open out under strain, when it acts upon its pin with con- 
siderable leverage and bends it. These pins are sometimes 
found bent to an angle of 90° and totally inoperative. When 
the stay is secured by cotters and saddle irons care should be 
taken to make the cotter of sufficient depth, since it is usually 
by its bending that this system fails. The hole through the 
saddle plate should not be cut larger than is absolutely neces- 
sary to let the stay pass, which is usually square. 

When the flat surface is of small area and the pressure is not 
great, stays or tie bolts are sometimes dispensed with, and stiff* 
ness is imparted by simply riveting angle or T irons to the flat 
plates. These are disposed radially or in which ever manner 
they can best be applied to take the strain, according to circum- 
stances. This mode of strengthening the ends of cylindrical 
boilers is very inefficient, and is unfortunately but too often 
employed. Numerous cases have occurred whetfe \\> Y&& \mbol 
the source of much annoyance and loss. It. \a \&$a<\ <£v\v>&3 \s? 
makers to save expense, or by those vrtio \ia,N* ex^wsas*^ 
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trouble from grooving and other evils caused by an injudicious 
application of gussets or other stays. 

It is sometimes argued that if the ends be prevented from 
bulging by stiffening ribs, any further staying to the shell or 
from end to end is superfluous, as the rivets securing the end 
to the shell are sufficient of themselves to prevent the end from 
being torn off. This argument can, however, only apply to a new 
boiler, for it is found that the ever-varying strains to which the 
flat surfaces of boilers are subjected, often in the course of time 
seriously affect the strength of these stiffening ribs however well 
they may have answered at first. Cases have occurred where 
T iron ribs on the ends of internally fired boilers have become 
crippled with the working pressure after a few years' use, and 
yet showed no permanent set when the boiler was tested by 
water at double the pressure when new. In the cases referred 
to, the T irons were not injured by corrosion, which would have 
caused them to fail much sooner. The loss of strength can only be 
ascribed to the injurious effect of the continually varying strain. 

The circumstance appears to be sometimes overlooked that 
the pressure against a flat end plate merely stiffened and not 
stayed, exerts an awkward strain on the rivets and heads at- 
taching it to the shell angle iron, and a trying transverse strain 
on the plate at the line of attachment, in consequence of which 
plates strengthened in this manner often fail from tearing 
through the line of rivet holes. 

It is only in cases where the diameter of the boiler is very 
small, or the pressure very low, that stiffening ribs are to be 
recommended. In some instances they can be advantageously 
applied as auxiliaries to longitudinal and gusset staying. 

In boilers of considerable length, say 20 feet and upwards, 
it is necessary to support or suspend the longitudinal stays, and 
unless they are secured by nuts at one end at least, they should 
be divided at mid length and provided with a double socket and 
two cotters to draw them taut. It is of the first importance 
-that the arrangement of longitudinal staying should not inter- 
fere with the efficient cleaning or examination of the inside of 
the boiler. But in too many cases the stays are made so small 
in section and consequently many in number as to render it 
quite impossible to reach all parts of the boiler. For facility 
of cleaning and examination as well as for efficient staying, gus- 
sets should be used in preference to any other method for 
strengthening the Bat ends, unless the boiler is of such small 
length compared with the diameter as to reiita? \>\& *^\&<u&\oik 
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of efficient gussets as great an impediment to cleaning as longi- 
tudinal staying. 

In all cases where single gusset plates are used they should 
be secured to the shell and ends by double angle irons with the 
rivets in double shear, and not Sy single |_ irons or T irons with 
the rivets loosely inserted and acting with scarcely any effect. 
Double gusset plates, and T irons are not to be recommended 
owing to their greater expense, when single plates and double- 
angle irons can be made to do as well. Some makers set aud 
fix their gussets to the shell before the end plate is attached. 
This enables the gusset to be made of one plate. When, how- 
ever, the gussets are applied subsequently to the fixing of the 
end plates, they require to be made in pieces sufficiently narrow 
to admit of their introduction through the manhole. The 
former of these methods requires greater skill to make a good 
job, but forms a better stay than the latter. When the stay 
consists of a single gusset plate, and where its length and 
strength of attachment on the shell side is sufficient to resist 
the tendency of the strain to move it in a longitudinal direction 
or to turn it on a point near the corner formed by the end 
plate and shell, it will fail by crippling at the rivet holes, or by 
shearing the rivets securing the plate to the end, or by drawing 
off the rivet heads securing the angle irons to the fiat end, which 
must therefore be made sufficiently strong to bear the strain 
where most severe, which will be at the centre of gravity of the 
sector when the gusset is arranged radially. 

When the stay consists of a gusset plate and diagonal plate, the 
strength of the latter must be considered separately as a diagonal 
stay. It may, however, be remarked that a considerable portion 
of the strain that would otherwise come upon the diagonal plate 
is distributed by the angle iron over a portion of the gusset plate; 
and where the edges of the two plates are also butted well to- 
gether the whole stay may be considered as a solid gusset plate. 
There can be no doubt that where applicable a gusset forms 
the best stay, especially in cases where it is of great depth, 
which enables it to act effectively over a great length of plate. 
In the event of the end plate giving way through the rivet 
holes or along the edge of the angle iron securing it to the boiler 
shell or flue tubes, the gusset plate if well secured would be 
more likely than any other kind of stay to hold the end plate 
in its place and allow the pressure to diminish graAxvaX^ \tacwujgtv 
the rent formed, instead of blowing the plate G0nv$&to&3 *ww| 
and causing a violent explosion. s 
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In cases where considerable pressure is used, it is advisable 
to extend the length of the gusset along the shell and secure it 
to the second belting of plates, and not to the first only, which 
is the usual practice. Long, plain, cylindrical externally fired 
boilers being liable to break their backs, should have their ends 
tied together with stout longitudinal plate or bar-stays properly 
suspended or supported where necessary. These stays are not 
so much intended to prevent the occurrence of transverse seam 
rips as to prevent the two ends flying off in opposite directions 
if a transverse rent should occur, and bo far are meant to pre- 
vent an explosion, or at least to greatly mitigate its effects. 

Straight furnace tubes attached by angle irons or flanges to 
flat plates and small tubes riveted over at the ends may be 
regarded as stays for the plates they unite. When, however, in 
the case of a cluster of small tubes the plates are thin and of large 
area the tubes alone cannot be depended upon, even when ferruled 
and riveted over at both ends, and their efficiency as stays should 
be increased either by prolonging some of them beyond the plates 
and screwing nuts on their ends, or by inserting at proper dis- 
tances longitudinal stays secured by nuts both inside and out. 

It must be remembered that in longitudinal tubes heated 
internally either all round their circumference when vertical, 
or only on their upper surface when horizontal, the greater 
expansion of the tube compared with that of the shell, throws 
a severe strain on the end attachment and stays, over and 
above that due to the pressure. This happens only with tubes 
of too large a diameter compared with their length to accommo- 
date themselves to the expansion by bending, and it is only 
after the expansion due to the heat has been allowed by the 
bulging of the end plate or stretching of the shell and stays, 
that the tube can be regarded as a stay at all. It is, therefore, 
obvious that such tubes should have freedom to expand and 
contract without throwing undue stress on the rest of the boiler, 
which is best effected by imparting to the end plates the least 
amount of rigidity consistent with safety, which may be done 
by keeping all the stays the greatest distance allowable from 
the tube, and by making the flat ends as thin as may be 
expedient. 

The flat ends of tubular boilers, at least up to 8 feet 

diameter, should always be made in one plate, either solid or 

welded, and not in several pieces, which are so liable to leak or 

groove at the riveted joints. 

The usual method of calculating t\xe pxeaavxTQ M&R& on %ta? 
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Fig. 13. 



bolts, is to consider each bolt as sustaining the pressure against 
a certain area of the plate to which it is attached. In water- 
space staying the area is measured by 
the rectangle contained between four 
bolts, as in fig. 13. 

Where the pressure is very great, 
as in locomotive boilers, the strength 
of the plate is not taken into account, 
the whole pressure being regarded as 
borne by the stays. Water-space stays 
should be made to bear at most one- 
eighth or one- tenth their breaking strain, 
or say 4000 lbs. per square inch, to 
ensure sufficient strength being left when tbey are wasted by 
corrosion. The whole surface of the stay bolt is exposed to the 
corrosive effect of the water, whilst only one side of the plate 
is exposed. 

The size of the stay may be found by the following 
formula : — 




A = 



s 



2 



X P 



4000 



where A = area of each bolt ; s = distance between centres, and 
P = working pressure. 

When the area of the bolis is given, the distance of the 
centres can be found as follows : — 



,-v/- 



4000 x A 



In determining the diameter of stay, it is usual to make it 
twice the thickness of the plate. 

To render the inside of locomotive and similar boilers more 
accessible, the end plate stays are sometimes arranged diago- 
nally and secured to the shell, and in various other descrip- 
tions of boilers diagonal stays are used instead of longitudinal. 
These diagonal stays should never be attached to the inside 
furnaces or furnace tubes, where they are liable to cause trouble 
by their tendency to arrest the expansion and contraction of 
the plates. The resultant tension is greater on a diagonal than 
on a longitudinal stay, and may be found thus :— 

P 



D = 



cosiu A 
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where D = tension on diagonal stay ; P = pressure against end 
plate, and A the angle which the stay makes with the direc- 
tion of the pressure against the flat plate. 

In fig. 14, if we make S 
Fig. 14. the distance between the flat 

plate E, and stay attachment 
B = the pressure at right 
angles to the plate which is 
supported by the stay, the 
tension D will be represented 
graphically by the centre line 
T of stay. 

We are indebted to Sir 
W. Fairbairn fpr some experiments on iron and copper screwed 
stay bolts, let into copper and iron plates similar to locomo- 
tive firebox staying. 

1st. A £" iron stay with enlarged head screwed and riveted 
into a §" iron plate, failed by breaking through the shank with 
12*5 tons, the screw and plate remaining uninjured. 

2nd. A similar arrangement, but with a copper plate, failed 
with a load of 10*7 tons, the head tearing off, and the copper 
threads stripping. 

3rd. A f " iron stay with enlarged end screwed into a 
§" copper plate, and not riveted, was. drawn out of the plate 
by 8*1 tons, the copper thread stripping. 

4th. A f " copper stay with enlarged end, screwed and 
riveted into a f " coppper plate, broke through the shank with 
7 '2 tons, after stretching -j^". 

The above results may be arranged as follows : — 



Breaking 
weight. 

Tons. 



1st. Iron into iron, screwed 

and riveted . 
2nd. Iron into copper, screwed 

and riveted . 
3rd. Iron into copper, screwed 

only .... 

4th. Copper into copper, screwed 

And riveted . . 



125 

10-7 

8*2 

7'2 



Strength 

distributed 

over 25" area, 

this would 

give lbs. per 

square inch. 



1120 



960 
726 
645 



Strength 

distributed 

over 1G" area, 

this would 

give lbs. per 

square inch. 



1750 
1500 
1134 
1008 
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The first of these results shows that f " length of screw, sup- 
plemented by a riveted head, is fully equal in strength to the 
bolt. 

Comparing the second and fourth results, we find that an 
iron stay is 50 per cent, stronger than the copper stay, both 
being in copper plates. 

The method of locomotive firebox staying was still further 
tested by the same eminent authority. Two boxes were con- 
structed, each 22" square, having 2f " water space between f " iron 
and \" copper plates, stayed with \^" iron stays, having enlarged 
ends screwed into the plates, and riveted. In one box the 
stays were arranged at 5" centres. On the application of 
water pressure the sides began at 455 lbs. per square inch to 
bulge outwards between the stays. At 815 lbs. the construc- 
tion gave way, the head of the central stay being drawn 
through the copper plate. In the other box the stays were 
placed at 4" centres. The bulging began at 515 lbs., increas- 
ing to 995 lbs. ; from this to 1295 lbs. the increase of the 
bulging was inappreciable ; it then increased till the pressure 
reached 1600 lbs., when it amounted to one-third of an inch. 
At 1625 lbs. the §" iron plate gave way by the thread strip- 
ping, and allowed one of the stays to be drawn through. 

In this last experiment the iron plate and not the copper 
one was the weakest, whilst the stays remained sound. The 
greatest stress upon each stay was 9 tons for those at 5" centres, 
and ll£ tons for those at 4" centres. The actual breaking 
strength of the stays would be about 16 tons. 

Comparing these last results with the first of the other set 
of experiments, we find the thread in the iron plate 14 per 
cent, weaker under conditions approaching nearer to those in 
actual practice than obtained in the experiment when the plate 
stood sound at 12*5 tons. The bulging of the plate may 
account for the decrease of strength, as it would cause the plate 
to be drawn away all round the screw, especially on the 
inside, and would therefore diminish the efficiency of the 
threads. With a similar box, but having the stays at 9" or 
1 0" centres, it is very probable the bulging would be so great 
as to enlarge the holes, and allow the centre stays to draw out 
without even stripping the threads. 

Whatever; value the above experiments may have in. ^w*va% 
that for similar arrangements the bolt la weaker Wiasv \tafc ^»te>.> 
and that the usual practice of locomotive ftxetooTL %\azisvm& ^ 
sufficiently strong, they afford no sufficient, dato ^^ >NWa. ^» 
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base the ultimate strength of the plates themselves, as for 
instance when the stays are better secured by nuts and washers 
instead of by riveting over. For want of better information 
we are still justified in proportioning our stayed surfaces 
according to the theory advanced on page 23 — that the 
strength of flat stayed surfaces is inversely as the square of the 
distance of the stays, the thickness being constant, and with 
the same distance of stays the strength of the plate varies as 
the square of the thickness, and may be expressed by the 
following formula ; — 

P«»=2c&» 

where P = pressure, a = distance between stays, c = a con- 
stant, which we may take at 54,000 for iron plates, h = thick- 
ness of plate. If we take 6 as the factor of safety, c 
becomes 9000. 

When the pressure and thickness are given, we have, 



«y- 



1TW 



from which formula the following table of distances of stays for 
different pressures with §" -J^" and J" plates is calculated. 



Pressure in 
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Centres of stays 
for 




lbs. per 








square inch. 


§" plates. 


tV' plates. 


\ n plates. 


20 


1U 
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15 


80 
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40 
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74 
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44 
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44 


4| 


5| 


150 


H 


4} 


54 


160 


4 


H 


«* 
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As the unstayed surfaces are calculated from the centres of 
the stay bolts, instead of from the edge of the head or actual 
point of support, the above table gives a greater margin of 
safety than 6, and the centres may be increased 1|" for f " 
plates ; 1 \ n for T y plates, and li" for \ n plates. The strength 
of the bolts must be increased to correspond with the increase 
of surface ; and instead of the sizes given at bottom of the table, 
they will vary from 1 to li, from \\ to If, and from 1| to If 
respectively for pressures of from 20 to 160 lbs. The increased 
distances can only be relied upon where the stays are secured 
by nuts, or where these are not admissible, by strong, stout, 
riveted heads, not liable to waste away, and not where the 
paltry flat heads so generally used are employed. 

As, however, 1", 1^" and lj" are for f ", -Jg." and ^" plates 
respectively, the largest diameter of stay that admits of having 
proper sized heads formed by hammering, without injuring the 
threads, these diameters should limit the widest centres of 
stays, when nuts are not used, at different pressures, which, may 
be found by the formula already given at page 99. 



y4000_x 



S 

It may be remarked that the centres of stays in locomotive 
fireboxes are seldom determined by the thickness of metal or 
pressure, 4" centres being the general rule for firebox staying, 
whether the pressure be 100 lbs. or 180 lbs., or the plates be 
^" or -J". The centres in this case are determiued chiefly 
by the capability of the copper plates in the furnace to resist 
bulging when they become over-heated, which often happens, 
especially when the water is bad. 

The above experiments of Fairbairn were made on plates and 
stays at an ordinary atmospheric temperature, and cannot 
therefore be taken as a standard for the strength of copper 
plates in a firebox. In treatiug of the properties of copper, it 
was stated that its strength diminished rapidly with an increase 
of temperature, some experiments having shown tbat 25 per cent, 
of its tensile strength was lost at a temperature of 500°. When 
the water is very bad, there can be no doubt that the tem- 
perature of the plates rises considerably above this. This cir- k 
cumstance accounts for § " and \" copper plates staged. *fc» ^? 
centres sometimes failing after two or tuxee ■gfeaxs? , «oxV > wsv^« 
a pressure of from JOOlbs. to 140 lba. The drarcAtot <& ^* 
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failure varies in an unaccountable manner ; sometimes the plates 
are rent for a considerable length in a straight line between two 
rows of stays, and in some cases, especially when the stays are 
wider apart than usual, or about 6", the bulged plate gives way 
at its apex, the course of the rent being diagonal to the stays. 
The position, also, of the rupture varies in different cases. 
Frequently the crown plate gives way first, which may be 
accounted for by the deposit from the water settling on this* 
plate. When the water is very bad, the partial choking up of 
the side and end water spaces, particularly when they are 
cramped, impedes the free ebullition of the water, and overheat- 
ing, as in the other case, ensues. 

The fiat crowns of locomotive and portable boiler fireboxes, 
and of combustion chambers, are not usually directly stayed to 
the outer shell, like the ends and sides of the fire-boxes, but 
are strengthened by stay bolts and nuts suspended from wrought- 
iron girder stays, which should be bedded firmly on the tops of 
the end or side plates, but by preference on the former. These 
girder stays are either forged solid, or they are made of two 
plates, with a space between, for the bolts, and are riveted 
together at the ends. To avoid having an undue thickness of 
metal, as well as to preserve a water way for circulation, and 
cleaning out, a clear space of at least 1| inch should be left 
between the roof plate and girder stay. In order to enable the 
stay bolt to be tightly screwed up, without bending the plate, 
it is the usual practice to insert ferrules between the plate and 
stay. Another plan is to forge projections on to the solid stay 
bottom, which serve as distanoe pieces, and into which the stay 
bolts are tapped from the under side. Both these methods act 
also with advantage in imparting great strength and stiffness to 
the whole. The plate is thus made to act as a bottom flange 
to the girder, and is fixed at the ends, whilst the web is merely 
supported at both ends. The girder is therefore of a compound 
type. For want of sufficient experimental data from which to 
deduce a rule for the strength and stiffness of this arrangement, 
we must confine our attention to the strength of the stay itself, 
using a Bmaller factor of safety in consequence of the strength 
imparted by the bottom flange. The stay may then be taken 
as a beam, uniformly loaded, and supported at both ends. Its 
strength can therefore be determined by the usual formula, 

W I c b d* 
8 & 
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Where W zz distributed weight, = pressure x distance be- 
tween girders X length of span = p x S X I 
I = length of span in inches, 
c = modulus of rupture = 54000. 
6 = breadth in inches. 
d = depth ,, ,, 
p = pressure in lbs. per square inch. 

The length of span being given as well as the pressure and 
width between girders, the breadth and depth are the unknown 
quantities usually required. The breadth varies from £ to £ 
the depth, and may be taken at £th, which is about the average. 
Taking the factor of safety at about 3, the formula for the 
depth becomes 



\r ac\c\c\ 



6000 

In girder stays of long span one-fourth the depth will be 
found too much for the thickness, and may be made one-fifth, 
the depth being increased to correspond. 

As wrought-iron bars under a transverse strain deflect con- 
siderably before they break, the useful strength of wrought-iron 
girder stays must be estimated by the amount of deflection it is 
safe or expedient to allow, and not by their actual breaking 
weight. It has been found that in bars, whose depth is not 
less than about one-tenth their length, the deflection due to a 
load less than that required to overcome the limit of elasticity, 
or about one-third the breaking weight, is trifling, and when the 
strength is proportioned accordingly the bar may be regarded as 
sufficiently stiff. 

When a girder stay of known proportions has been found to 
answer under a certain pressure, it is sometimes useful to know 
how its stiffness is affected by the alteration of pressure, or of 
its proportions. The conditions of stiffness are shown by the 
following formula : 

I = length of beam, b = breadth, and d = depth, 
c = a constant quality, and d = deflection. 

From this it is seen that the deflection ol &\feKaiS& &a*s&?3 
as the weight and cube of the length., w&& \a^«ww^J *^ ^^ 
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breadth and cube of the depth. In order to preserve the same 
stiffness, the depth must be increased in the same proportion as 
the length, the breadth remaining constant. With a constant 
depth the stiffness will remain unaltered when the breadth is 
as the cube of the length, or when b * is as I. 

The usual method of staying firebox crowns by girder stays 
has the disadvantage of causing half the load on the crown plate 
to be concentrated upon a few portions of the end plates. With 
a large firebox this load is frequently more than that required 
to crush the copper and produce distortion of the tube holes. 
In order to avoid this and the great size of the stay, necessary 
in very long fireboxes, if arranged longitudinally, the girder 
stays are sometimes arranged transversely. In whichever man- 
ner these stays are placed, too great care cannot be taken to 
make them sufficiently long, and to bed them firmly and evenly 
on the end or side plates, in order that the weight may come 
directly on to these, and be carried by the foundation ring of 
the firebox instead of by the roof plate, which is sometimes the 
case when the censurable plan is adopted of not letting the 
girder stay ends project past the ends or sides, but merely to 
rest on the crown plate, thus throwing the weight on the 
joints, or portion of the roof that is ill calculated to bear the 
strain. 

In order to relieve the foundation ring of the great strain 
that would otherwise be thrown upon it, some of the girder 
stays are usually secured to the outer shell crown by sling stays 
attached to angle or T irons. 

A plan of arranging the girder stays, adopted to a consider- 
able extent on the continent, is to carry them right across the 
firebox crown, and secure them firmly to the outside shell 
sides, which must be carried sufficiently high to admit of this 
arrangement. The formula for calculating the strength of 
these stays is that for beams uniformly loaded and fixed at both 
ends. 

Another arrangement is to fix the girder stays in a longitu- 
dinal direction to the outer shell crown. In this case the stays 
usually consist of plates secured by angle irons to the shell, 
with double-angle irons below, to which the firebox crown is 
stayed by bolts in the usual manner. This and most of the 
arrangements of girder staying interfere greatly with the wash- 
ing out and cleaning of the crown, which rapidly wears out in 
consequence. In order to obviate this defect, and at the same 
time to get rid of the cumbrous weight and ma^ of. Wie«ft\i«w] 
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stays the practice is becoming now more general of staying the fire- 
box crown to the outer shell like the sides and ends. The 
outer shell crown plate is in some such cases made flat, which 
renders the attachment of the stays more easy, and allows the 
outside plate to spring, and so accommodate itself to the ex- 
pansion and contraction of the firebox, to which it is now 
rigidly attached. Where the outer shell is circular the stays 
require to be arranged to allow sufficient play at the ends of 
the inside crown for the vertical expansion and contraction of 
the side and end plates. 

In order to preserve the cylindrical form, the tubes in the 
best made Cornish and Lancashire boilers are welded at the 
longitudinal joints wheu made of iron. In using steel and 
where the workmanship of the welding cannot be relied upon 
in iron tubes, butt joints with strips on the water side should 
be used. These longitudinal seams in the furnace plates 
should in all cases be kept below the fire bars, whether the 
joint be lap, butt, or welded. Steel tubes are usually con- 
sidered stronger than iron in the ratio of 6:5. The usual 
means of strengthening furnace tubes by dividing them into 
short lengths is to join each belt, or every second or third belt, 
according to the strength required by T-iron rings, "Adamson " 
ring seams, or " Bowling " hoops. 

In using the first method (fig. 15) which imparts great (some- 
times too great) rigidity to the tube, the flange in contact with 
the tubes should not exceed the thickness of the plate, or say 
■f " as a rule, but the perpendicular flange may be made stronger. 
By making the successive belts of plate to butt closely 
together, a practice which is still sometimes stupidly adopted, 
too great rigidity is imparted to the tube, and grooving on the 
water side at the edge of the T-iron flanges is sure to follow. 
Owing to the difficulty of effectually caulking such a joint, 
either in a single or F' 15 

two-flued boiler, when °* 

a leakage occurs at the 
water spaces, it cannot 
be stopped, and the 
tube must be even- 
tually replaced by one 
•of better design. In 
order to ease the tube, 

and to allow of efficient caulking at any time, trVv&l <»b&> \s* 
done all round the tube on the fire aide, * <&aax «£»a» ^ *^ 
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least 1" between the plates should always be allowed, as shown 
in fig. 15. This also lessens the liability to overheat at the 
seam by keeping down the thickness of material To make 
a good job by this mode of strengthening, accurate workman- 
ship is required, as the two lengths of tube which are embraced 
by the same ring should be of exactly the same diameter, or 
the joint will give trouble. 

A better means, however, of strengthening than the above 
is the AdamBon or flanged seam (fig. 16), which has long been 

used with success. It necessitates 
*^fr * the use of good iron in the first 

place to ensure sound flanging, 
which is, however, sometimes not 
skilfully done, and the plates are 
seriously reduced in thickness at 
the edge. In many boiler works 
this flanging is economically done 
by suitable machinery in one or two heats, which ensures a 
better job being made, and distresses the plate less than 
the repeated heating with the common method, an advan- 
tage of vital importance when steel is the material to be 
operated upon. The strip of plate between the flanges is 
used rather to admit of sound caulking from the fire side, than 
to add strength. The root of the flange should not have too 
small a radius, say not less than -§•" in the inside, or the plate 
will be liable to become grooved on* the crown by the alternate 
expansion and contraction, the allowance of which is one of the 
advantages claimed for this seam. The grooving of the flange, 
which frequently takes place, especially at the end attachment, 
is easily repaired by riveting over it a piece of thin plate. Not 
the least important advantage in this seam is that it keeps all 
the rivet heads and plate edges away from the fire, which 
renders it eminently suitable for a furnace joint. The pressure 
iuside the boiler also tends to keep the joint closed. When 
any defect requiring repairs occurs at the joints, either to the 
plates or rivets, in the narrow water spaces at the sides of or 
between the tubes in Lancashire boilers, or at the bottom 
of Cornish boilers, the inaccessible position renders repairing 
very difficult. 

The bowling hoop (fig. 17) in iron or steel is of more recent 
date, and has not been so largely applied as the other two 
methods. Its shape precludes the objection of too great rigidity, 
but like the T-iron hoop, it has the disadvanVa^ -?i\i«n xa&t^. 
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to connect the furnace plates, of placing a joint, along with a 
double thickness of plate in the fire. 

Fig. 17. 




Another method of strengthening tubes consists in making 
the contiguous belts that make up the tube of two different sizes. 
The ends of the smaller belts are flanged to a ~L shape to re- 
ceive the larger lengths, and these flanges impart strength to 
the tube. 

It has also been proposed to strengthen tubes by making 
them of corrugated plates, the corrugations running at right- 
angles to the axis of the tube. 

In many second-rate boiler works, instead of using any of 
the above means for strengthening the tubes, it is a common 
practice to apply one or more welded or jointed T or angle iron 
hoops (figs. 18 and 19), secured to the tube plates by rivets, 
which should not be more than 6" centres apart. 



Fig. 18. 



Fig. 19. 




In order to avoid overheating by having an undue thick- 
ness of metal, about an inch water space is maintained between 
the hoop and the tube by means of ferrules, as shown. As 
these have no duty but to act as distance pieces they are V&s& 
made very light, a*nd everything ahouAA \te <tan& to V»«^ *3&» 
Bpace as clear as clear as possible to avoid over\isa£\xv%. "^SSB^fco* 
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object in view, T iron hoops should never be employed. Theii 
extra strength is totally unnecessary, and their increased width 
acts injuriously in preventing the escape of the steam from the 
tube surface, and in harbouring the incrustation and deposit to 
a greater extent than the narrower L iron flange. The usual 
size of angle is from 3" X 3' y to 2 J" x 2£" x £"• A section of 
3" X 2 J" X i" might, however, be used with advantage. This 
would be found quite strong enough, and much lighter than 
the sections usually employed. 

These strengthening rings are frequently found riveted to the 
body of the plate, without any water spaces at all, or with the 
water space so small as to be practically worthless, the circu- 
lation of the water and removal of the accumulated dirt being 
entirely prevented. The result of this practice is overheating, 
the effects of which are unmistakably exhibited in cracked 
rivet-holes and consequent leakage and corrosion. 

It frequently happens that strengthening hoops require to 
be added to boilers already in use, or after their construction 
is completed. In such cases angle irons should be used, and in 
order to get them through the manhole they require to be made 
in halves. In putting these round the tubes their ends should be 
carefully butted together, and secured by double fish-plates, 
with at least two rivets at each side of the butt They can 
then be secured to the tubes with rivets passed through light 
ferrules, about one inch deep, and at not more than 6" centres. 
In Lancashire boilers, with very narrow middle and side water 
spaces, the perpendicular flange often requires to be cut away 
to clear the shell or the other tube, and care should be taken 
that it clears properly when put on and when the boiler is at 
work, and also that the incrustation does not effectually bind it 
to the shell after working some time. The corresponding hoops 
on the flues of Lancashire boilers should be placed two or three 
inches clear of each other. When these hoops come in contact 
with the shell or with each other, they interfere with the free 
action of the tubes, which frequently leads to leakage, fractured 
rivet holes, and started seams. 

There can be no doubt that the "Adamson " seam is the only 
one whose principle recommends it for the furnace end of a 
tube where the joint is unavoidably exposed to the action of 
the fire, and it should be applied in all new boilers to the furnace, 
whether the collapsing strength of the tube requires it or not. 
However Jiable to cause slight overheating the angle iron hoop 
may be, it should nevertheless be applied toutA ^\va taxraftfe, 
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to all unstrengthened tubes in use, as a precaution against a 
collapse on a large scale, in the event of the furnace crown 
becoming overheated. 

Cylindrical, conical, oval, and rectangular water-tubes are 
often used as a means of strengthening boiler flue tubes of both 
cylindrical and elliptical section. Where the side and middle 
water spaces are very small in Lancashire boilers, these water 
tubes are preferable to encircling hoops, as they offer at the 
same time one of the best means of improving the general 
circulation of the water in the boiler, which is always defective 
when the water spaces are less than 4", even with a clean 
shell. To facilitate their application to boilers in use water 
tubes are sometimes with advantage fixed in a sloping direc- 
tion fore and aft in the tube. The Galloway tube, however, 
offers the greatest facilities of application, besides being the 
best in shape for promoting the circulation. 

Where several water tubes are applied as means of strength- 
ening a cylindrical flue tube, they should be arranged vertically, 
and inclined sideways to break joint, but never quite hori- 
zontally, or in one line from end to end. When water tubes 
are used behind the bridge, the furnace itself, when cylindrical, 
should still be strengthened by an encircling hoop, to prevent 
a serious collapse, as already observed. The ends of water- 
tubes should always be flanged for new boilers. Angle irons 
only add to the risk of leakage, but may in some cases be used 
with advantage in old boilers, as they facilitate the application 
of the tube. Some boiler-makers weld-in their water-tubes 
to avoid leakage from joints or rivets. No doubt the motive 
is good, but when the tube requires cutting out for replacing, 
the welded part also generally requires to be removed, and 
causes a very large hole to be made in the flue tube. 

Water pockets in the sides of the flue tubes are also em- 
ployed to a considerable extent, instead of water tubes passing 
through the centre. They certainly have the advantage of 
allowing a freer passage along the tube for cleaning and ex- 
amination than ordinary 5" or 6" water tubes, which are often 
injudiciously applied only three or four feet apart to tubes of 
even less than 2' 3" diameter, and prevent the passage of any 
but a very small adult ; the cleaning in consequence becomes 
neglected, and the reduction in the evaporative speed and 
economy of the boiler inevitably follows. 



CHAPTER VII. 

BOILER MOUNTINGS, ETC. 

The subject of boiler mountings may bo fitly introduced by 
a few remarks on their proper mode of attachment, which is 
too often overlooked. 

The first object to be sought is a good joint, which will 
ensure freedom from leakage, and its accompanying evils. At 
the flat ends and flat surfaces, which can be readily dressed up 
to form a good face there need be no difficulty in making a tight 
cement joint, by bolting the mountings directly on to the plate, 
provided that the plate is not liable to bulge by the pressure, 
and the flange to be bolted is not too thin, and the studs or 
bolts are not too few and far between, and not too small to 
admit of the nuts being tightly screwed up. The proportion 
between the stiffness of the flange and the number and size of 
bolts employed is a simple consideration too frequently not 
sufficiently considered. 

On a curved surface, however, like a boiler-barrel, or hemi- 
spherical end or dome crown, an ordinary cement joint with 
bolt studs cannot be depended upon for tightness. In all such 
cases the mounting should be attached to a seating securely 
riveted to the plate. This seating may be suitably made of 
cast iron, from a pattern tried on to the curved surface. When 
the aperture in the plate is not of the roughest description, a 
good joint with the plate can be ensured by caulking from the 
inside. But in order to provide against any uncertainty in the 
fit of the casting, and to enable the joint to be caulked on the 
outside, it is sometimes recommended to interpose a layer of 
sheet iron about -£-" thick between the casting and the plate. 
With careful workmanship and ordinary skill this refinement 
is not necessary. 

In certain cases seatings of wrought-iron, brass, or cast- 
copper/ admitting of caulking inside and out, are applied with 
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advantage. The surface of the seating, which receives the 
mounting, being flat in all cases, can be truly faced and a per- 
fectly tight joint insured. 

The form of the seating admits of some little variety, and 
may be left to individual taste and judgment. 

The application of riveted seatings is rendered doubly neces- 
sary when the attachment to the plates is concealed from view 
by brickwork or other covering. Yet they are often objected 
to on the score of expense. The outlay, however, in many 
cases would be far better applied in providing suitable Beatings 
than in attaching a dome, which in the great majority of cases 
is an useless and cumbersome appendage. 

Where the mounting is attached once for all, there need 
be no difficulty in making a faced joint tight with a thin film 
of cement. But in cases where the joint is periodically broken 
and remade, as, for instauce, at the manhole, the faces are 
liable to become uneven from rough usage, and the perfect 
tightness is no longer easily obtained. Cement being no 
longer proof against leakage, resort must be had to cord, 
india-rubber, copper wire, or what is sometimes found to 
answer better than anything with rough faces, namely a piece 
of £" or £" lead pipe carefully arranged, with the ends over- 
lapping within the circle of bolts. An excellent plan of 
making a tight joint is to cut a semi-circular £-inch groove 
in each of the two faces, into which a copper wire is 
inserted, with the ends brazed together, and sufficiently thick 
to keep the faces from close contact when the joint is screwed 
up. The faces of manhole and mudholo-mouthpieces are often 
destroyed by attempts to wedge off the covers when these are 
difficult of removal The reckless insertion of chisels, <fcc, 
may be avoided by providing two tap-bolts at opposite points 
in the cover. On screwing these up against the face of the 
seating the cover is gently but irresistibly removed. 

THE FEED APPABATU& 

Every boiler should be provided with its own independent 
feed baok pressure valve. In too many cases reliance is 
placed upon the pump valves and the check valve, fitted to 
some injectors for preventing the water being forced back out 
of the boiler by the steam pressure. Now, \n \,\ie ca&e <& *» 
single boiler the pump valves may be considered && *. «v*?&cv!K& 
safeguard against the loss of water \>y \i\ie vvj Vu waXast^*^ 
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there be no way of escape between the boiler and the pumpi 
But it so frequently happens, during the life of a boiler, that 
branches are added to the feed delivery pipe terminating in a 
stop valve, or tap, which requires to be closed and opened by 
hand, whereby a great risk of emptying the boiler is incurred, 
that it is advisable to fit a check valve to every new boiler in the 
first instance. With respect to the check valve on a Giffard's 
injector, its action cannot be depended upon, as it is usually 
inverted, or, at the best, placed horizontally. Boiler feed check 
valves should never be placed horizontally, as, when the closing of 
the valve is not assisted by its own weight, the back pressure 
of water from the boiler often fails to make it act. 

When two or more boilers are fed from the same pump, it 
is necessary that each should be furnished with a back pressure 
valve. The system, but too common, of providing each boiler 
merely with a stop valve for regulating the feed has led to 
numerous explosions, from the water being syphoned out of 
one boiler into the other. The presence of a stop valve between 
the pump and boiler should always be accompanied by a relief 
valve, to prevent risk of bursting the delivery pipe by closing 
the stop valve with the pump at work. 

There are two descriptions of feed back pressure valves in 
general use, viz. : ball clacks, and mitre valves with feather 
guides. The casing may be made of cast iron, but the valve 
seat and lid must be of brass, or rather gun-metaL Ball valves 
are usually employed in locomotives, as they act more freely, 
are less prone to stick fast, require less frequent renewal, and 
are generally more suitable for the high speed of pump attained 
in locomotive working. Mitre valves are also sometimes used 
for locomotives, especially with injectors, and nearly always for 
stationary boilers, where they are readily adapted to act also as 
stop valves, by having a spindle made to screw down on the 
valve lid, by which the amount of lift can be regulated. A 
common but dangerous practice is to have this spindle attached 
to the valve. By this arrangement its closing can be pre- 
vented, and it is thereby rendered non-self-acting and useless 
for a back pressure valve. 

Two common defects met with in the design of back pres- 
sure valves are, 1, the allowance of too much lift, which quickly 
brings about the destruction of the valve and seat, so far as 
tightness is concerned, by the hammering action they undergo, 
especially with a quick stroke pump. 2. The delivery branch 
to the boiler is often not kept sufficiently Idgn. atocr*fc \X*a n«2ln^ 
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and the chamber above the valve is not made sufficiently large. 
This, causing the back pressure to act on the side of the valve, 
instead of on the top, leads to the unequal wear of the seat, if 
it does not actually prevent the valve from closing properly. 
These two defects, which often escape detection, have been the 
cause of endless trouble in keeping these valves tight. One 
quarter-inch left is as much as any valve should have, and in 
many cases T 3 ? " lift should not be exceeded. The average rate 
of flow through the valve is 400 feet per minute, and should 
not exceed 600 feet. In order to diminish the blow on the 
valve, an air vessel is sometimes added, and also a valve for 
the admission of air on the suction side of the pump. To save 
the pipe from bursting, it is obvious that the size and lift of 
the pump valves Bhould be governed by those of the check 
valve. 

A great diversity of opinion exists respecting the best position 
for the introduction of the feed water. The usual practice is 
to admit it near the bottom in all kinds of boilers. Whether 
this is theoretically correct with a view of obtaining the maxi- 
mum evaporative efficiency depends upon the description and 
arrangement of heating surface. There are, however, practical 
considerations which completely overrule any supposed or actual 
saving of fuel to be derived from introducing the feed at the 
lowest point of the boiler. When the water enters at a very 
high temperature the results obtained from difference of posi- 
tion will of course be less marked. 

In externally fired boilers the usual plan is to carry the feed 
pipe from the crown down to within a few inches of the boiler 
bottom, which receives the impact of the cold water. The 
natural tendency of this mode of delivery is to lower the tem- 
perature of the plates in the vicinity of the feed pipe orifice 
every time the water enters, thus increasing unnecessarily the 
wear and tear of the boiler. When the feed is not heated, and 
the plates on to which it is delivered are exposed to a high 
temperature, this practice is simply dangerous, and is one of the 
most frequent causes of transverse seam rips. Even with feed 
water at a high temperature, say 250°, the difference between 
this and the temperature of the plates may still be very great. 

When the pipe is cut short, say two feet from the bottom, 
the injurious effect of the entering water is no doubt diminished, 
but, even in this case, when the supply > suflici&ttt. to wr««'tafi&» 
a-dozen boilers, is concentrated for a time otl «* *m^ \wS«st% 
the water must be injected with, great tote© xj^ow. >iJ&» ^afc* 
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beneath. A plan frequently adopted to prevent the cooling 
effect on the plates is to fix a vessel under the mouth of the 
pipe to receive the feed. By this means the water is also better 
distributed, as it overflows by displacement from the sides of 
the vessel. With some waters this vessel may be made to act 
usefully as a sediment collector. 

In Cornish, Lancashire and similar boilers, the feed is usually 
delivered near the bottom, either through an aperture in the 
front end plate, or through a vertical pipe from the crown, or 
by the bottom blow-out pipe. This practice appears to be due 
to the prevalent opinion that by delivering the cold feed at a 
high point in the boiler the furnace crown seams are liable to 
be started, and that the cold water should be admitted as far 
below the steam as possible, to prevent any condensing effect it 
might produce. In multi-tubular boilers of the locomotive 
type, the feed is admitted at various points in the firebox 
and barrel according to the practice prevailing in different 
localities. 

Now, in most internally-fired tubular boilers there is a con- 
siderable amount of dead water at the bottom which remains 
comparatively cold long after steam is being formed above where 
the heat is greatest, and it seems opposed to common sense to 
prolong the existence or increase the quantity of this dead water 
by admitting the cold feed at the bottom, where it has a ten- 
dency to remain. By introducing it at a higher point in the 
boiler, the comparatively cold water naturally tends to descend, 
in consequence of its superior gravity, and promotes the circula- 
tion by displacement. In its descent, which may be retarded 
by the circulation, the water becomes heated, and thus tends to 
equalise the temperature above and below, and thereby lessens 
the inequality between the temperatures of the top and bottom 
of the shell, which is so destructive to the boiler. 

Another circumstance in connection with this matter, which 
is too often lost sight of, is the importance of preventing as much 
of the water as possible from being forced back through the 
feed inlet, in the event of the back pressure valve not acting 
properly — by no means a rare occurrence brought about 
by defective condition, or by the obstruction caused by chips 
or pieces of incrustation lodging on the valve seat. This 
consideration alone should go far to determine the best point 
for the feed delivery, and consequently in the best boiler practice 
the feed apparatus is arranged to deliver an inch or two below 
the lowest water level. By this arrangement ilo& i\nnw» cxctcia 
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of internally fired boilers, and the hot side plates of externally 
fired boilers, are not liable to be suddenly drained dry in the 
event of the feed-check-valve becoming inoperative. In order 
to guard against any risk of starting the furnace-tube seams of 
internally fired boilers, the feed should be admitted through a 
horizontal perforated pipe, having the end closed, from four to 
eight feet long, placed just below the lowest water level By 
this means the water is well distributed, and can have no 
sensible effect in contracting the plates. By making the internal 
feed-pipe of considerable length, an opportunity is afforded of 
raising the temperature of the entering water before it mixes 
with the water in the boiler. 

In using feed water containing much bicarbonate of lime in 
solution, the elevation of temperature causes such a rapid pre- 
cipitation of the lime salts, that the perforations become rapidly 
choked up, which leads to serious inconvenience. With water 
of this description, it is advisable to use a short internal pipe, 
only a few inches in length, ending in an open trough, or pipe 
of larger diameter with the upper side cut away. The distri- 
bution of the water is by this means still maintained, whilst the 
liability to choke up is to a great extent removed. 

In the locomotive class of boiler it is difficult to apply any 
internal feed arrangement, and experience has proved that from 
the difficulty, and, in many cases, the impossibility, of frequent 
examination, it is safer to leave them off, in consequence of their 
liability to choke up with deposit. The same remark applies 
with almost equal force to small vertical boilers internally fired. 
A short pipe, delivering just below the water level, can in all 
cases, however, be attached to the feed-valve, and arranged so 
as not to inject the water against the furnace plates or tubes. 
The feed inlet should never be placed near the tube plates or fire- 
box plates in locomotive boilers, since the contraction produced 
by the impingement of the cold feed is sure to make the tubes 
leak, if it does not crack the plates. This applies also to cases 
where an injector is used for feeding, notwithstanding the high 
temperature at which the feed is introduced. When the feed- 
valve is placed on the shell crown of horizontal boilers, the 
vertical pipe should be provided with a perforated T-pipe end, 
attached so that it can be easily removed for cleaning. In in- 
ternally fired boilers the feed valve is best placed on the aid* 
of the front end plate, where it is most &ccfcfc&\\Afi>. 

When placed on the shell crown, the vulva fftiovvV^.'^ "waflfc- 
able from the boiler front by means of gearing «oit*fc&S «sx*»%«&- 



118 A TREATISE ON STEAM BOILERS. 

to be within reach of the fireman at his post near the furnace 
door and water gauge. The feed supply should always be 
regulated to keep the water level as nearly stationary as pos- 
sible. This can usually be easily managed when the demand 
for steam is regular. It is far better for the boiler than the 
careless but common practice of allowing the water level to fall 
periodically a few inches and rapidly raising it by turning the 
feed full on. The rapid introduction of a large body of cold 
water frequently causes leakage at the rivets and joints, and 
increases greatly the wear and tear of the boiler, not only by 
suddenly contracting the plates, but also, indirectly, by reducing 
the steam pressure, and necessitating heavy firing, which again 
gives trouble by the priming it causes. 

It is very important that the feed water should be introduced 
into the boiler at as high a temperature as possible, both with 
the view of maintaining an even temperature throughout the 
boiler, so as to reduce the wear and tear arising from unequal 
expansion and contraction, and also to effect a direct saving in 
fuel when the feed is warmed by the exhaust steam or waste 
gases. The mode of estimating the saving to be effected by any 
increase in the temperature of the feed is given on page 308. 
It may be remarked that the value of an efficient apparatus for 
heating by the waste gases is greatest when it is used in con- 
nection with boilers badly proportioned or badly set, which 
allow a great waste of heat up the chimney. 

The feed-water may be heated in various ways. In con- 
densing engines it is usually supplied from the hot-well, where 
the temperature is usually about 100°. In non-condensing 
engines it may be heated with the exhaust Bteam, either by 
surface or injection. The usual plan for heating by surface is 
to force the water from the pump to the boiler through a spiral 
or serpentine coil of pipes, enclosed in a suitable casing, through 
which the exhaust steam passes. Another plan is to let the 
exhaust escape through one or more pipes surrounded by a 
narrow annular space, through which the feed is slowly forced 
into the boiler. The objection to all effective surface heaters 
by exhaust steam is their liability to become furred up when the 
water contains a considerable quantity of lime-salts, the deposit 
of which rapidly diminishes the efficiency of the apparatus, and 
may in course of time prevent the passage of the water alto- 
gether, unless the pipe is sufficiently large to admit the forma- 
tion of a coating thick enough to keep down the temperature 
of the water below the point of precaution. 
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The usual plan of heating by injection is to carry the exhaust 
pipe into an open or closed tank containing the water to be heated, 
upon the surface of which the current of steam is directed. By 
regulating the influx of the cold water the temperature of the 
water in the tank can usually be maintained at the boiling point. 
The water may be heated both b£ the exhaust steam and the 
waste gases, by suitably arranging the annular chamber round 
the exhaust so as to receive the heat from the escaping gases. 
The most effective plan of heating by the exhaust is to allow 
the water in the form of spray to fall from the top of a vessel 
through the ascending current of steam. Where but little 
grease is used in the cylinder, and the water is good, heating 
by injection can be used with great advantage, but where the 
water contains much carbonate of lime or magnesia, the presence 
of these salts, in combination with the grease, leads to leaky 
joints, fractured rivet holes and bulged plates, and other effects 
of overheating, 

There are various plans for heating the feed by the waste ' 
gases. The water is sometimes led through a coil of pipes 
placed in the smoke-box or external flues. These apparatus 
are usually very efficient at first, when they are arranged across 
the current of gases, but their efficiency rapidly diminishes as 
the pipes become coated with soot and flue dirt, which usually 
happens unless the surface of the pipes is kept clean by con- 
tinual scraping. With an efficient apparatus in contact with 
the gases escaping at between 600° and 700°, the feed may 
be heated when the boiler is at work to 250° or more. 

In heating by exhaust steam from a non-condensing engine 
the feed can at the best only be raised to the boiling point 
corresponding to the barometric pressure, or to a temperature 
of about 212°. 

Since nearly all heating apparatus are liable to derangement 
from furring up, and from joints or pipes breaking in inacces- 
sible positions, it is advisable to have a duplicate and reliable 
direct communication between the pump and the boiler in cases 
where the stoppage of the boiler for a few hours is attended 
with great inconvenience. 

SAFETY VALVES. 

The safety valve should be large enough to «&<?* «SL ^vs> 
steam that may be formed in the boiler to e&c«£*^w\xfcL «qS&.<&kc& 
npidity to prevent the initial blowing-off prams* \>««^ ** r 
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ceeded by more than about 12 per cent. The quantity of steam 
generated will depend upon the amount of fuel consumed, and 
the amount of water evaporated per lb. of fuel in a given 
time. These quantities are again dependent upon the size of 
fire grate and rate of combustion, and upon the quality of fuel, 
and the extent and efficiency of heating surface. 

Instead of estimating by the heating surface it is, however, 
more convenient to take the maximum quantity of water that 
can be evaporated per lb. of fuel in any given boiler, which we 
may take at 10 lbs., whence we have— 

g_ 9 X c X 30 _ gc 
3600 360 

where S = lbs. of steam generated in one second, 
g zz area of fire grate in square feet, 
c = rate of combustion in lbs. per square foot of grate 
per hour. 

The velocity at which dry steam at more than 11 lbs. 
above atmospheric pressure escapes into the atmosphere, ac- 
cording to Mr. McFarlane Gray, is approximately represented 
as follows : — 

where W = weight of steam in lbs. discharged per square inch 
of opening per second, and P = pressure in lbs. per square 
inch above zero. 

In order that the steam may be discharged as rapidly as it 
is formed, the area of the safety valve aperture, or A, must 

be equal to =^ or 

514 P 

The velocity of discharge will, however, be governed, to 
some extent, by the dryness of the steam, and by the arrange- 
ment of the valve and its adjuncts. If the aperture be not 
sufficient to discharge the steam as quickly as it is raised, the 
pressure will increase, but not indefinitely. By the eleva- 
tion of temperature and pressure the density ot \Xie tta&m and 
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the rate of efflux will be increased, and also at the same time 
the lift of the valve, whilst the load (except with springs) and 
rate at which the steam is generated remain constant, so that 
any increase of pressure due to insufficient size of valve soon 
reaches its limit. 

It might seem reasonable to suppose that when the pressure 
lifts the valve from its seat it would continue to do so until 
the aperture of efflux is equal to the area of the valve, that is, 
until the valve rises to a height equal to i its diameter, in the 
case of a flat disc valve. 

It is, however, found that safety valves seldom rise more 
than about -rV of an inch from their seats, unless the pressure 
at which they commence to blow off be very considerably ex- 
ceeded ; the diameter of the valve should therefore be calculated 
for a lift not exceeding -^ of an inch. In order to obtain 
sufficient area it is better to increase the number than the size 
of the valves when the diameter is as much as five inches. 
The opening for the escape of steam with a conical valve is . 
less than the lift; for a cone of 45°, the decrease is in the ratio 
of 7 : 10. 

As the extent of heating surface may be considerably in- 
creased or diminished without materially affecting the evapo- 
rative power of the boiler, those rules for the area of safety 
valves based simply upon the area of heating surface are not 
of much value. Moreover, as the evaporative efficiency of the 
heating surface is not easily determined, the maximum efficiency 
of the heating surface should always be taken. The rules 
based upon the size of fire grate are not generally applicable, 
since the maximum rate of combustion, which must be assumed 
in these rules, varies in different kinds of boilers. 

The valves in common use may be divided into two classes, 
according to the form of the joint made by the lid with its 
seat, viz., disc valves, having a flat-faced joint, and mitre or 
conical valves, with which may be also included spherical 
valves. 

Flat disc valves are guided either by inside wings, central 
spindle, or outside pins. In their favour it is urged that they 
are much less liable to stick fast than conical valves, and when 
this is the circumstance that determines their selection in any 
case, the outside pin guide arrangement should, in consistency, 
also be adopted. On the other hand, an objection to thj& s»W* 
of valve is the difficulty of keeping a t\g\it ^oYxAi «&\&gcL ^pc**- 
Hures for a reasonable length of time. M 120 \\». \rcwww* ^ 
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is almost impossible to make the joint tight at all with a flat 
face i inch or more in width. Another objection is the tardy 
escape of Bteam past the wide face, the direction being at 
right angleB to its flow before reaching the valve, which leads to 
a considerable rise in pressure compared with that at which the 
valve lifts. 

In favour of the mitre valve is the greater facility in keeping 
the joint steam tight when the bearing surface is not made too 
wide. A mitre -^ inch in width is quite sufficient, and is 
found to answer far better for valves, at least up to four inches 
diameter, than bearings -J- or y\ inch, which are more common. 
The usual and best angle for the cone is 45°. The liability to 
stick fast increases with the acuteness of the angle, and it 
should, therefore, not be less than the above. It is sometimes 
urged against the efficiency of the mitre that it requires a 
greater lift of valve for a given opening than the flat face. 
Experience showB, however, that even as usually made, the 
mitre valve does not allow such a great elevation above the 
initial blowing-off pressure in the boiler as the other, the 
diameter of valve, rapidity of evaporation, and the pressure 
being equal in both cases. 

At first sight it might be supposed that the exposure of an 
increased area of valve lid to the reaction of the steam pressure 
as it becomes lifted from its seat, especially in the case of a 
disc valve with wide bearing, would cause the valve to be still 
further lifted, and so favour the escape of steam. This, how- 
ever, does not take place, and can be accounted for by the fact 
of the steam under the facing being in a state of motion, at 
right angles, in the case of a flat face, to the resistance, and not 
a vertical dead pressure, as it was before the valve lifted. Any 
increase of exposed seating area does not appear to have any 
influence in facilitating the efflux of steam by causing a greater 
lift ; but on the contrary, the increased area diminishes the 
amount of escape from a disc valve to such an extent as to lead 
to a considerable rise, in some cases as much as from 12 to 
20 lbs. above the initial blowing-off pressure of 60 lbs. or 70 lbs. 
The excess of area on the top of the valve, above that which is 
exposed to the Bteam pressure when the valve is on its seat, has 
to bear the additional unbalanced pressure of the atmosphere 
when once the valve is lifted. No doubt this has some influence 
in resisting the rise of the valve, especially with low pressures 
and wide faces. In connection with this flat-faced valve, it may 
be mentioned that the curious effect \ia» Yrarcv ctoaet^^. <& t\*» 
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valve lid being rather drawn to the seat than repelled, and 
maintained at a certain distance, which diminishes as the initial 
blowing-off pressure is increased. It is by many supposed that 
a valve once lifted will not close again until the pressure be- 
comes reduced in proportion to the increased area exposed to 
the steam when the valve-lid is off its seat. That this is the 
case to some Blight extent there can be no doubt, but not to 
such a degree as is generally supposed. The quantity of steam 
escaping after the pressure has subsided to the initial blowing- 
off pressure is usually only very small, and is much less with a 
mitre face or sharp edge than a wide fiat face, which does not 
appear to cut off the current of steam so readily. 

The valve lids are at present guided chiefly by inside wings 
or feathers, or by a central spindle. The former is decidedly 
the better plan, as the spindle is liable to get bent or stick fast 
by corrosion or dirt, which sooner or later insinuates itself. The 
wings are often made too good a fit, and stick fast when the 
valve becomes hot, especially when the casing is of cast iron, 
and the valve-lid is of brass. The method of guiding by outside 
pins is now rarely employed. Spherical valves require no 
guiding on their seat, and are in consequence less liable to stick 
fast, a most important advantage in a safety valve. 

Safety valves are weighted either indirectly by levers, or 
directly by weights or Bprings. When the valve-lid is pressed 
down by a projection on the under side of a straight lever, an 
awkward lateral thrust is thrown upon the valve, in consequence 
of the centre of rotation being above the point where the thrust 
takes place. By bending down the fulcrum end of the lever 
sufficiently, this lateral thrust can be avoided. When, however, 
the weight is transferred to the valve by means of a pin loose 
tinder the lever, or secured by a double eye and bolt, the angular 
thrust is practically obviated. Instead of the pin bearing on the 
top of the valve, it is better made to act below the face or joint, 
whereby the angularity of its action is diminished, and the 
weight acts by pulling rather than thrusting, which produces a 
steadier action on the valve. 

Another point in connection with the position of the fulcrum 
is that when the load is transmitted to the pin at a point below 
the centre of rotation of the lever, a rise of the valve reduces 
the leverage with which the load acts. This can be practically 
avoided by keeping the point at which the lever -yte^BA* ow VJaa 
pin in the same horizontal line with, the ax\a o* xoXafcawa- 
Theoretically speaking, a feature common to neaxVy «& «fct*A$gQfc 
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lever arrangements is that the leverage is reduced by the end of 
the lever moving in an arc when the valve rises. The reduction is, 
however, so slight in most cases as not to be worth considering. 

A serious drawback in lever safety valves as usually con- 
structed, is the liability of the pins or bolts at the fulcrum end 
to become fast by rusting, or from getting clogged with grease 
and dirt. The liability to corrode may be reduced by making 
the pins, double-eyes, or lever ends of gun metal. But in all 
cases it is better to do away with the centre pins altogether, 
and make the lever to turn on a knife-edge case-hardened, by 
which the friction is reduced to a minimum. 

Lever safety valves, as usually constructed, are easily tam- 
pered with, and readily prevented from operating efficiently, if 
not altogether. It too frequently happens that the lever is 
made much longer than necessary for the blowing-off pressure 
with the weight provided. This allows the attendant, or any 
one actuated by mischief or malice, to increase the pressure in 
the boiler sometimes to as much as 100 per cent, above the 
safe working pressure. In order to prevent such an occurrence 
the lever should always be cut to the length suitable for the 
maximum pressure the boiler is intended to be worked at, or 
the range of the weight should be limited by means of a pin 
permanently fixed in the lever. Sometimes the weight is 
secured to its position by a padlock, which can be removed 
only by the owner, or other responsible person. On the oppo- 
site side of the valve casing to the fulcrum, there is usually a 
guide for the lever to work in, which, instead of being a simple 
fork, is made with the top bridged over. This bridge is in- 
tended to prevent the lever rising sufficiently high to allow the 
valve to be blown away in the event of the weight dropping off. 
Such an arrangement should, however, never be adopted, as it 
offers an opportunity of wedging down the lever and valve hard 
and fast, too often taken advantage of by reckless and careless 
attendants, when the valve is not steam tight for want of re- 
grinding, or when the free escape of steam beeomes trouble- 
some. The commonest plan of overloading is to add to the 
regular * weight, bricks, pieces of metal, or any other heavy 
article at hand by which the safety of the boiler may be en- 
dangered. In order that any overloading may be readily 
detected, onlyone weight should be allowed on the lever, and this 
should be on the end. To facilitate the operation of regrinding 
the safety valve, the lid Bhould always be provided with a square 
or canted piece cast on, or other handy meaxAfoc Wtum^v^xwwA, 
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Where the boiler is closely housed in, and inconvenience is 
likely to arise from the steam escaping from the valve, it is 
usually led away by a waste pipe communicating with the 
casing round the valve. These box or bonneted safety valves, 
as they are called, add another source of danger in the spindle 
between the lever and valve, which, being made to pass through a 
hole or stuffing box, is liable to corrode, or otherwise stick fast. 
There should always be a small pipe to draw off the water, 
which, sooner or later, accumulates in the waste pipe, and 
which, if allowed to remain, will not only cause trouble by pre- 
venting the free escape of the steam, but becomes so much 
additional dead weight on the valve. In frosty weather this 
accumulated water is liable to freeze and choke up the escape 
pipe when the boiler is at rest, so as to render completely use- 
less the means provided for relieving the pressure in the boiler. 
When a hole is provided in the bottom of the waste pipe, with- 
out other means for conducting the water away from the boiler, 
the plates near the safety valve often suffer seriously from cor- 
rosion. When it iB required to keep the boiler house free from 
steam, the best plan is to carry the pipes or branches right 
through the roof, and fix the safety valves outside the building, 
care being taken that they are in a conspicuous and accessible 
position. The valves in this case should only be of external 
dead- weight construction. 

In order to ascertain the weight necessary to apply at the 
end of the lever to balance a given pressure on the valve, there 
must be taken into account the load on the valve, due to the 
weight of the lever, as well as the weight of the valve itself 
and connections, which forms an increasing proportion to the 
total load, as the steam pressure is reduced, and the amount of 
leverage is diminished. The leverage with which the weight of . 
the lever acts is measured by the distance of its centre of gravity 
from the fulcrum. The centre of gravity is easily found by 
balancing the lever on a knife edge, and the weights of the valve 
and lever can be ascertained by actual weighing. 

The resistance due to the weight of the valve and lever is, 
however, best ascertained by lifting the lever on its place, hav- 
ing the valve temporarily attached, with a suitable spring 
balance applied exactly over the valve centre. But as this is 
done with the boiler at rest, it does not take into account the 
extra amount of friction thrown on the fulctwm \ka. V3 ^S&a 
pressure, and on the valve guides by ins ukdVcecX VtaT\s&\» *& ^^ 
load when at work. * 



1*6 



A TREATISE ON STEAM BOILERS, 



The required weight at the end of the lever is found by the 
following formula :— 

Fig. 20. 
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weight at end of lever, 
distance between weight and fulcrum, 
weight of lever, 

distance of centre of gravity of lever from ful- 
crum, 
pressure in lbs. per square inch above atmosphere, 
weight of valve, 
area of valve, 
distance between valve centre and fulcrum. 



When the load is given and it is required to find what steam 
pressure is balanced on the valve, we have 



p = |(*X g ) +t (LxW) +v j^ 



(2) 



When the load and pressure are given, we have for the length 
of lever 



L = {(Px i )-(V.!lil)ji 



<») 



The lever is sometimes prolonged beyond the fulcrum, and 
provided with an adjustable weight, which is set to balance the 
weight of the lever and connections. With this arrangement it 
is advisable to counterbalance the weight of the valve as welL 
The formulae for finding the weight at the end of the lever, <fcc, 
are then simplified, and stand thus :— 
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L = -?A* (6) 

W 

When the lever is pressed down by a spring balance at its 
extremity, a rise of the valve produces a considerable increase 
of pressure by the increase of extension or compression of the 
spring. It is customary to arrange the proportions of the 
lever, so that 1 lb. per square inch on the valve is equal to 1 lb. 
pressure of the spring balance. With this arrangement the lift 
of the extremity of the lever is measured by the rise of valve 
multiplied into its area in square inches. This lift of the lever 
end in inches multiplied by the number of lbs. to the inch in 
the graduation of the balance, will give the additional load in 
lbs. per square inch placed on the valve by the mere act of 
rising. It is obvious that this additional resistance involves a 
corresponding increased pressure of the steam to obtain its dis- 
charge through the opening of the valve, over and above that 
which is always required to compensate for the Iobs of lifting 
pressure under the valve due to the motion of the steam at 
this part, and to overcome the resistance offered by the atmo- 
sphere. For example, if we take a four-inch valve, and sup- 
pose it to rise ^ inch, this will give a rise at the end of the 
lever equal to 0*05 X 12 '56 = '628 inch. If the graduation 
of the spring-balauce be 25 lbs. per inch, this will give 
'628 X 25 = 15*71 lbs. per square inch, additional resistance 
to be overcome by the Bteam in order to get a lift of -fa inch for 
the escape of steam. 

Since the load pressing the valve down increases as the square 
of the diameter, whilst the area of the aperture increases only 
directly as the diameter of the valve, it is obvious that by in- 
creasing the diameter the increase of pressure necessary to 
obtain a given area of opening increases more rapidly than the 
opening for efflux, or that a large valve will involve a greater 
excess above the initial blowing-off pressure to obtain a given 
area of discharge than a small valve, the spring balance in both 
cases having the same rate of graduation. The increase of 
pressure from the extension or compression of the spring can 
doubtless be reduced to any extent by incTfca»\x^ \\» \srcv^^ \ 
but iu practice the length of spring is limited "\yj cacoaMfcaaasw* 
of convenience. This additional xe&ibtauce «&&o oc<rac& ^wS^a. i 
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spring acting directly upon the valve, the decrease in motion 
being balanced by a corresponding increase of resistance in the 
spring. Arrangements to compensate for the increase of resist- 
ance due to the rising of the valve, by reducing the leverage by 
means of a bent lever, have been successfully adopted. 

In graduating the spring balances for locomotive and other 
valves, the proper weight can be found by formula (1), or allow- 
ance can be made for the weight of valve, lever, and connec- 
tions. When the lever is proportioned so that 1 lb. at its 
extremity balances 1 lb. per square inch pressure, on the valve, 
or when L = A Z, 



W 



= P _1 (V + ^-p) (7) 



This shows that in graduating the balance we have only to 
make the scale lighter by the amount of load due to the weight 
of lever, valve, <fcc., when this has been ascertained. For ex- 
ample, if the constant load is found to be 7*5 lbs., the extension 
of the spring balance produced by 12*5 lbs. weight must be 
marked 20 lbs. ; that produced by 22 '5 lb. weight, 30 lbs., and 
and so on. 

In graduating spring balances it is perhaps the rule rather 
than the exception to disregard the load due to the lever and 
valve. It is alleged in support of this practice that the extra 
area exposed to the pressure of the steam when the valve rises 
from its seat fully compensates for any excess of load not marked 
on the scale. For instance, with a 4-inch valve, having a 
■^-inch bearing there will be an extra area amounting to *4 
square inches ; this, multiplied by 60 lbs.', would give 24 lbs., 
which might balance the load of lever, valve, <fcc, with a stationary 
boiler, but in the case of a locomotive working at 120 lbs. 
pressure, we should have an increase of pressure, on this assump- 
tion, equal to 48 lbs., which is decidedly too much. In fact, 
to carry out this argument we should have to proportion the 
bearing of the seat to suit various conditions of pressure, size of 
valve, <fcc. However, the increased exposed area of valve on 
lifting, as we have already noticed, has no material effect in 
facilitating the escape of steam. 

Some makers profess to specially graduate their spring 
balances at the .testing of the boileT with water, when the various 
" ?reea of pressure at which the valve Yk£t* wee uotaA^torai % 
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reliable gauge, and the spring balance scale is marked off ac- 
cordingly. This method has certainly the advantage of taking 
into account the increase of load due to friction at both ends of 
the lever, and on the valve, if there should be any lateral 
pressure. But it is difficult to reconcile the alleged success of 
this method with the well-known fact that an ordinary valve 
will let water escape more readily than steam at the same 
indicated pressure. This method of graduating spring balances 
would be far better carried out with steam than with water. 

Formula (2) gives, approximately enough, the pressure at 
which the valve will rise, when the arrangement, workmanship, 
and condition are not decidedly bad ; but the amount to which 
the steam pressure will rise above that at which it commences 
to escape will depend upon the degree of pressure itself, as well 
as upon the character of the valve and speed of evaporation. 

Directly loaded or dead- weight safety valves, as they are 
called, are loaded either internally or externally. The latter 
mode is much to be preferred, as any attempt at overloading or 
tampering can be more readily detected, and the valve cannot 
be jambed down intentionally by fixing a strut between the 
weight and the boiler crown. The great load hanging on the 
spindle of an internal dead-weight valve has been known to 
drop otf, or to break the spindle when it has been weakened by 
concealed corrosion. When this happens, the valve is blown 
away, and the discharge of steam and hot water are likely to 
prove disastrous, unless the valve is enclosed in a strong casing. 
The large bulk of metal used for loading a large internal dead 
weight valve is extremely inconvenient inside a boiler. In 
order to prevent the suspending spindle from getting bent by 
any one pushing past inside the boiler, the load should always 
be made free to swing. 

The valve most likely to be found proof against neglect 
and malice is that of the external pendulous dead-weight con- 
struction, known as the "Cowburn" valve. Being directly 
loaded, it requires very considerable over-weighting to cause a 
serious rise of pressure within the boiler ; and the application of 
any irregular weights can be readily detected. Having no 
cross-bars, there is a clear way for the steam to act on the valve, 
which being spherical requires no guides or feathers to stick 
fast. The issuing steam, by impinging on the cylindrical weight, 
assists in lifting the valve from its seat. From oV^xsVe^ 1 ^^ 
action of a great number of valves of vocioufc fofcrac^vsoa^ *0aft 
writer has been led to conclude that the tc CoN?Y>\ssn." ^in^S*^* 
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moat sensitive and reliable, and at the same time relieves the 
pressure more quickly than any other valve commonly used. 

For stationary boilers spring balances should never be used, 
nor should the ordinary lever valve, in consequence of the facility 
with which it can be rendered inoperative. All spring balances 
for locomotive and portable engines should be provided with a 
ferrule between the nut and the spring casing, to prevent the 
valve from being screwed down beyond the blowing- off pressure. 
Sometimes, however, the thread on the spindle is made just of 
sufficient length to meet this object. In all cases where spring 
balances are used it should be ascertained that the spring is not 
compressed together so that the lever cannot rise, when the nut 
is screwed down as far as it will go, and that there is still 
flexibility enough in the spring to allow the valve to rise easily 

As all valves are liable to stick fast by corrosion when allowed 
to stand unmoved for a length of time, they should be daily 
eased on their seats. For this purpose, and also in order to test 
their freedom of action, valves of the direct-weighted spring 
class, and internally-weighted valves of all descriptions, should 
be provided with a lever or other means to ease them by hand. 
The lever should be so arranged that it cannot be employed to 
assist in keeping down the valve. Many lock valves and others 
arranged bo as to be inaccessible and safe against being tampered 
with become fast and useless, and are rather a source of danger 
than otherwise when their efficiency is relied upon. 

No boiler should be allowed to work without at least two 
good safety valves, *in case one should become inoperative. 

Some of these observations are repeated, with additional 
remarks on safety valves, in the chapter on Explosions. 

Besides the safety valves above described for preventing any 
dangerous excess of pressure in the boiler by allowing the steam 
to escape into the atmosphere, there are numerous other ex* 
pedients and arrangements in use for checking the rise of 
pressure beyond a certain point. There is, for instance, a plan 
for closing the damper by self-acting machinery on a certain 
degree of pressure being attained. By another expedient, hot 
water is discharged into the fire. But the majority of these 
apparatus are found to be troublesome and uncertain in their 
action. It may be remarked that discharging hot water from a 
highly-pressed boiler into the fire is liable to prove dangerous 
by scalding, and scattering the burning fuel about the stoke- 
hole. 
la old boilers of very weak construction. \t \» aA-rcaXAa v* 
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have a safety valve opening inwardly, to any excess of atmo- 
spheric pressure that may occur when a vacuum is formed inside 
the boiler — a circumstance of frequent occurrence, and which 
has caused the collapse of several large weak cylindrical boilers. 

LOW-WATER SAFETY VALVES. 

Low-water safety valves are used to discharge the steam and 
relieve the boiler from pressure before the water level falls to a 
dangerous degree, either from neglect in feeding, or from the 
water escaping out of the boiler. 

The arrangements of this description which have proved most 
efficient after long trial are the two well-known valves introduced 
respectively by Hopkinson and Kay. Either of these forms a 
most important adjunct to the safety of internally fired tubular 
boilers, from the timely warning they give of lowness of water. 
They are, however, easily tampered with and rendered useless. 
Their machinery, being inside the boiler, can be examined only 
when the boiler is at rest. 

There are also numerous other expedients used for low water 
indicators. The simplest being variously designed float and 
lever arrangements connected with a whistle on the boiler. The 
majority of these are liable to get out of order, and have been 
found untrustworthy. 

FUSIBLE PLUGS. 

Fusible plugs, in one or more of the numerous shapes in which 
they are made, are more frequently applied than any other 
meanB as a safeguard against the collapse of furnace crowns from 
overheating through shortness of water. These plugs usually 
consist of a piece of alloy of tin, lead, and bismuth, inserted in 
various manners in the furnace crown. So long as the alloy is 
kept at a comparatively low temperature by the water on the 
one side, it is prevented from melting by the fire on the other. 
But on the water level descending so far as to leave the plug 
dry, it is expected to fuse and relieve the pressure in the boiler, 
and at the same time to extinguish the fire and save the furnace 
plates. 

Notwithstanding the great favour in which they are held, as 
proved by their general adoption, there can be no dav&>\» \>a»k 
their efficiency has been much overrated, since nwo\»to\v% cm** 
occur every jrear of the furnace crowua \*eiufc \aroxi& itwa. ifl&astffc- 
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ness of water without the fusible metal becoming melted. This 
is partially due to the accumulation of soot and dirt that usually 
takes place in the cavity over which the plug is inserted, and 
partially in consequence of the alteration which takes place in the 
nature of the alloy during long exposure to the heat of the 
furnace. 

There are also numerous instances of the fusible metal melting 
out without liberating the steam pressure. This is chiefly 
caused by the accumulation of incrustation on the metal being 
sufficiently strong to withstand the pressure upon it and pre- 
vent its liberation. The simple plan of screwing or riveting a 
piece of lead or fusible metal into a hole in the furnace-crown 
plate should never be adopted, on account of the leakage that 
often takes place when the plug is slack, which leads to the 
corrosion, patching, and destruction of the plate. Moreover, the 
plug will probably not melt until the crown shall have actually 
become bare. For this reason alone, there should be a provision 
on the furnace plate for the insertion of the plug to keep the 
crown still covered with two or three inches of water after the 
plug itself has been left bare. This is usually done by riveting 
or screwing a seating of wrought iron or gun metal to the fur- 
nace crown, into which the plug of fusible metal is fitted in 
various ways. Oare should be taken to make the mouth of this 
seating at least two or three inches in diameter for the easy 
removal of the soot and for the free action of the heat. 

In order to take advantage of the heat of conduction the area 
of the fusible alloy in contact with the casing is increased by 
making the plug of an annular shape, the middle being filled in 
with brass or copper. The same object is attained by dividing 
the alloy into several small plugs let into a large cap fitted to 
the seating. This has the further advantage of increasing the 
number of pieces depended upon for safety. Where the area, 
however, is small, greater care is necessary in keeping the metal 
free from incrustation, a coating of hard scale less than T g- inch 
thick over a ^-inch-hole being sufficient to withstand a pressure 
of 70 lbs. or 80 lbs., should the alloy be melted out. This is 
equivalent to saying that less than a month's work with many 
boilers will render such a small plug useless. In making a 
selection of the description of plug the nature of the feed water 
should be taken into consideration. With feed water containing 
much carbonate of lime or magnesia in solution, especially where 
grease ia present, many of the fusible plugs in use are found ta 
be too sensitive and cause much trouble by msl&w^, «*«& ^fo«& 
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there is still abundance of water over the furnace-crown. In 
such cases the failure of the fusible metal serves as an indication 
of danger from the liability of the furnace plates to overheat. 

To guard against the risk arising out of the tendency to 
change in the nature of the alloy, it is advisable to renew the 
fusible metal every three or four months, and only those de- 
scriptions of plugs which admit of this being readily and effici- 
ently done should be chosen. 

It must not be supposed that the steam in an ordinary large- 
sized boiler can always be liberated with sufficient rapidity 
through a small hole, say ^-inch or f-inch diameter, to prevent 
over pressure in the event of the furnace-crown becoming bare, 
and such a discharge of dry steam will often have little or no 
effect in retarding the combustion. On the contrary, if we may 
believe the testimony of many firemen and engineers, on the 
melting of the plug, the discharge of steam over a bright fire 
greatly increases the heat of combustion, the appearance of the 
furnace being changed from a red to a white heat. That this, 
under certain favourable conditions, would take place there can 
be little doubt, and it is probably one reason why fusible plugs 
have been found ineffective in preventing furnace tube collapse. 
When, however, the discharge of water or wet steam over the 
fire is large, combustion will be retarded, the pressure relieved, 
and warning of danger given. 



PRESSURE GAUGES. 

Besides having an efficient self-acting apparatus for pre- 
venting the accumulation of an undue pressure of steam, it is 
highly desirable as a check on the safety-valve and for obvious 
reasons, if not absolutely necessary for safety, that the boiler 
should be provided with a trustworthy pressure gauge for indi- 
cating the steam pressure at any moment. 

The steam-pressure gauges almost universally employed are of 
two kinds, viz. : 1, the mercurial guage ; and 2, the dial gauge. 
Of the first there are various descriptions, the simplest con- 
sisting of a long glass (J tube containing mercury, open at one 
end to the atmosphere, and at the other end in connection with 
the steam in the boiler. ' The pressure of steam is balanced by 
the column of mercury, the various heights of the column 
corresponding to the steam pressure, being x&*A oft oxl «. ^asx&s 
marked scale alongside the tuba. Wh#u Vto& «tanso. ^swrwox* 
exceeds that due to the height oi tus meteanaX odfcosff** 
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measured from the top of the tube where it is open to the air, 
the mercury is forced out and allows the steam or water to 
escape. The area of the glass tube is in most cases, however, 
too small to liberate the pressure with sufficient rapidity to 
admit of this apparatus being relied upon as a safety valve. 
Instead of a glass tube one of iron or brass is sometimes used. 
The height corresponding with the pressure is, in this case, 
indicated by a light rod connected with a float on the surface of 
the mercury. 

When the legs of the tube are of equal diameter a fall of 
one inch on one side will cause a rise of one inch on the other, 
the difference in the level will therefore be two inches, which is 
nearly equal to one pound pressure, or, strictly speaking, is 
equal to '981b. pressure per square inch above the atmosphere, 
or, lib. pressure = 1*02 inches rise in one leg. Hence 
P = L x *49...(1), where P = pressure in pounds per square inch 
above the atmosphere, and L = difference in level in inches. 
When the tube legs are of different diameters the pressure is 
readily deduced from the height in the open leg and the ratio of 
the diameters. 

Let h = rise of the mercury in leg of tube open to atmosphere, 

d = diameter of ditto, 

D = diameter of tube in communication with boiler, 

then the descent of the mercury in the tube in communication with 

h d? 
the boiler will be = t^~ an ^ ^ e difference in the levels will 

be L = A(l + ^) (2) 

•ad P=fc(l+*) X -49 (3) 

If it be be desired to graduate the scale to indicate directly 
the excess of pressure in the boiler above the atmospheric pres- 
sure, the length of the divisions, calling them inches, can be 
found thus— 

1 

G= — 






By making D very much larger than d when it is required to 
increase the scale for marking small variation* ot \>?tt»\ixa, uod 
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d* 
the fraction -— becomes very small, it may be neglected, and 

the column of mercury in the open branch measures the excess 
of pressure. On the other hand, by making d greatly larger 
than D, which is often done for convenience with high pressures, 
the length of scale may be reduced at pleasure. 

The above formula (2) will not, however, give the precise 
difference of level, especially in the last-mentioned arrangement, 
in consequence of the quantity of water that lodges on the 
mercury in the branch of the tube communicating with the 
boiler. In order to correct the error likely to arise from this 
source it is advisable to fill the boiler branch of the tube fall of 
water, and take the point where the mercury now stands at 0, 
and make allowance for the difference. 

As the specific gravity of mercury is 13*6, the difference of 
level when the two branches are of the same diameter will now 
stand h x 1*92 instead of h X 2. Formula (2) may be 
written — 



L = h (l + 0-92 £) 



As long as the tube branch is kept full of water this last 
formula will give the correct difference in leveL 

In order to avoid the inconvenience of having a long tube, 
the plan is sometimes adopted of closing the end of one branch 
und leaving a column of air in, which resists by compression 
the steam pressure in the other branch. These gauges, how- 
ever, in course of time beeome inaccurate from the oxidising of 
the mercury and the consequent reduction in the volume of air. 

The inconvenience arising from the glass in contact with the 
mercury becoming dull, and the liability to fracture, besides 
other disadvantages, especially when steam of high pressure is 
used, have led to the rejection of mercurial pressure gauges in 
favour of metallic or dial gauges, as they are usually called, 
which, although less accurate and reliable, are better liked for 
their convenient shape, facility of fixing, and small cost. 

The " Bourdon" dial gauge, in which the principle of action 
is the tendency of a curved tube closed at one end to become 
straight when subject to internal pressure, when well made is 
perhaps the best in general use. But since i\xa -^»X«iv\» tv^e^. 
has lapsed many wretchedly constructed *nA \Hrtx\»\woT$K3 
articles are sold as Bourdon gauges. 



186 A TREATISE ON STEAM BOILERS. 

In all metallic spring gauges the connecting pipe should have 
one or more beuds in it close to the gauge filled with water, 
which serves to transmit the pressure, and keeps the spring at 
a nearly constant and low temperature. In consequence of 
the large surface of pipe exposed to the air the water in the 
pipe and tube is kept cool, but it has the disadvantage of being 
liable to freeze in winter when in exposed situations. 

For convenience of removal or examination when the boiler 
is at work all pressure gauges or their connections should be 
provided with suitable Rtop cocks to shut off the communication 
with the boiler. Yet, in consequence of the risk of deranging or 
breaking the gauge by suddenly letting on or shutting off the 
pressure some engineers prefer attaching their gauges without 
stop cocks. 

In a range of boilers each should be provided with a separate 
pressure gauge, which should never be placed on the steam pipe, 
or where there is a current of steam flowing past the point from 
which the pressure is taken. In such situations they cannot be 
expected to indicate the correct pressure. The best position 
is on the boiler, or as near as possible, where there is no rapid 
motion of the steam, and where they are immediately under the 
eye of the boiler attendant, but out of reach of rough usage. 

WATER GAUGES. 

The presence of some means of ascertaining with certainty 
the water level at any moment is, with many kinds of boilers, of 
even greater importance than an efficient pressure gauge. 

If, on the one hand, the water is too low, there is a danger, 
especially in internally fired boilers, of overheating the furnace 
plates ; and, on the other hand, if the water level is too high, 
there is a risk of priming and other inconveniences. 

The apparatus usually employed for indicating the- water level 
are gauge cocks, glass water gauges, and floats. 

Gauge cocks or valves of various designs, too numerous to 
mention, are perhaps the oldest and most generally used means 
for this purpose. They are generally two in number, placed one 
at the highest and the other at the lowest position it is con- 
sidered desirable to have the water level. When the surface of 
the water stands between the two cocks it is evident that steam 
will issue from the upper, and water from the lower, when the 
cocks are opened. To ensure greater accuracy in the indications 
of the water level the number of cocks may \>« iii<xea&*&. 
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In flat-ended boilers the cocks are usually placed on the front 
end. In order to avoid errors in indication which too often 
arise from the agitation of the water, the cocks are sometimes 
screwed into a hollow tube of brass or cast iron attached to the 
boiler, with its ends opening into the steam and water spaces 
sufficiently far removed from the surface to be out of reach of 
the violent agitation of the water. In egg-ended and other 
boilers encased in brickwork above the water level, the cocks are 
usually attached at or near the crown. The height of the water 
in such cases is found by carrying small internal pipes from the 
cocks to the levels between which the surface of the water is to 
be maintained. 

For the purpose of obviating the inconvenience arising out of 
ihe necessity of turning the gauge cocks by hand, a great variety 
of glass water gauges have been introduced, by which the water 
level is rendered self-indicating. The oldest and simplest of 
these consists of a glass tube, the top and bottom of which com- 
municate by means of suitable fittings with the steam and water 
spaces respectively. The level of the water within the glass is 
taken to be the same as that within the boiler, and is always 
before the eyes of the attendant. To facilitate renewing, 
cleaning, or repacking, the glass gauge should always be provided 
with cocks for shutting off the communication with the boiler, 
and also a third oock for emptying the glass when it is required 
to drain off the water and to ascertain if the apparatus is 
working properly. This drain cock should always be provided 
with a waste pipe of ample size, and free from sharp bends, for 
carrying away the waste water from the boiler plates. The 
neglect of this provision often results in severe corrosion of the 
front end-plate of furnace-tube and locomotive boilers. There 
should always be provisions for cleaning out the steam and 
water passages of the gauge when the boiler is at work, in the 
event of their choking up with dirt or incrustation. The 
cleaning can be safely effected by using a suitable piece of bent 
wire. The absence of these provisions is a defect of many of 
the patented gauges in use. A common defect met with in 
most kinds of glass water gauges is the small diameter of the 
steam and water passages. These are seldom more than £ 
inch, whereas they should seldom be less than £ inoh diameter. 
In the ordinary gauge the cocks are made either as plug tug^ 
or as packed gland taps, the latter being wa©& iox ^aa ^svav *^ ^ 
concealing*, but not preventing, the leakuge xhaA. \.ateA* ^\»a«> ^&»^ 
the taps are allowed to get out of order. ■Ikte^foa ov^Vsw^^ 
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make the drain cock smaller than the others, whereas it should 
have the largest bearing surface, being used probably thirty times 
a day, whilst the others are not used more than twice or thrice, 
and frequently not so often. The effect of the present fashion 
of making these taps too small is the dirty condition too many 
boiler fronts are found in, especially when brackish and other 
hard waters are used. These taps often wear unevenly by being 
turned one quarter round and back again every time they are 
used. Taps always wear better when they are turned com- 
pletely round. In order to enable this to be done, and to 
facilitate their regrinding, it is best to make the handle as a 
loose spindle, with a stop at each end, and working freely in an 
eye on the end of the plug or key as it is called. The handles 
are often made so weak as to be wrenched off without much 
exertion in attempting to turn the cocks. For comfort in 
grasping, the handles may be covered with leather. The method 
of fitting the handle on to a square on the end of the key has 
frequently led to the unsuspected emptying of the boiler down 
to the level of the water passage, from carelessly putting the 
handle on at the wrong angle. Such an occurrence as the 
escape of the water through the gauge, in consequence of the 
breakage of the glass overnight, when the fires are banked up, 
can be prevented by shutting off the communication between the 
water passage and the boilers. In ordinary sized furnace tube 
boilers the lowest visible point of the glass should never be less 
than 5 inches or 6 inches above the highest point of the internal 
flues. In some cases it is desirable to increase this distance. 
In consequence of the small steam space in locomotive boilers 
this distance is seldom more than three inches, but the greater 
care with which the water gauge is watched on this class of 
boiler renders a less margin of safety admissible. 

In using dirty water, or when a large quantity of soda is in- 
troduced into the boiler, the level of the water in the gauge is 
rendered unsteady and unreliable in consequence of the water 
boiling over through the steam passage. This annoyance is 
easily obviated by carrying a small pipe well up into the steam 
space, out of reach of disturbance by the ebullition. Glass 
water gauges as usually constructed are not suitable for exter- 
nally fired boilers with a mass of brickwork in front or with a 
wheel draught, unless the feed water is very free from im- 
purities, as the long horizontal steam and water spaces necessi- 
tated are liable to become rapidly choked up wid to Yoader the 
gauge a source of trouble. To overcome \»h& &&&&&? wmhb.% 
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out of the long passages, some engineers have adopted the plan 
of attaching a cylinder to the front end of externally fired 
plain cylindrical boilers. This cylinder projects through the brick- 
work and to its flat end the water gauge is conveniently fixed. 

It is always advisable to have two water gauges to a boiler, 
the one being a check upon the other, and acting as a re- 
serve in case of a glass breaking, or any other accident happen- 
ing to a single gauge. As to the best position for the gauge, 
it should be at the furnace end of the boiler, where it is under 
the eye of the attendant. It must, however, be admitted that 
it is here most liable to the disturbing influences that take 
place inside the boiler, which render its indications inaccurate 
and misleading unless proper precautions are taken to obviate 
these objections. 

It has been proposed to insert a piece of glass in the boiler 
front or other accessible position, to enable the water level 
inside the boiler to be directly seen and read off against an 
internal scale introduced for the purpose. It would, however, 
be necessary, at the same time, to illuminate the interior of the 
boiler by means of a lamp shining through another opening. 
Such an arrangement could only be satisfactorily applied to 
waters free from such impurities as would be likely to besmear 
the scale and inside the glass. 

The water-level indicator most commonly used for externally 
fired boilers is the float. The common arrangement of this 
apparatus with its external counterbalance and pulley is too 
well known to require description. Besides this, there are nu- 
merous other arrangements, some of which have the counter- 
balance inside the boiler, and indicate the water level by means 
of an external index-lever. To the common float is sometimes 
added a whistle, arranged to blow and give warning by self- 
acting gear when the water level descends to a certain point 
beyond which it is considered not safe to sink. The well-known 
defect attending the use of the common float is the liability of 
the wire passing through the stuffing box to stick fast from 
being too tightly packed, or from being bent when the boiler is 
being cleaned out. This wire should never be made of iron, as 
it rapidly corrodes, destroys the packing and allows the steam 
to pass, and then an attempt at tight packing is sure to follow. 
Many engineers prefer having the wire not more than i inch 
thick, as it is more easily packed without tta *\&. <& *» ?£toSk&% 
box and gland, and does not so eaa\\y \>ecom« ^xu\*»«oSfc'| \*«sk 
as a j" or -^j" inch wire, so commonly \K&d», 
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In consequence of the difficulty above mentioned in connec- 
tion with the use of glass water gauges, the float is to be 
preferred for plain externally fired boilers, but there should 
always be two to each boiler. When carefully constructed and 
not neglected, the float is a reliable water-level indicator, but 
it requires a great deal of attention to keep it in order. It may 
be placed in any part of the boiler where it is not affected by 
the broken water produced by violent ebullition, and where it 
is least likely to interfere with the cleaning and examination of 
the boiler or circulation of the water. 



BLOW-OUT APPARATUS. 

The bottom blow-out apparatus is used not only for empty- 
ing the boiler, but also for getting rid of some of the dirt and 
sediment in the boiler by discharging a limited quantity of 
water at intervals with the steam up. It is therefore important 
that the apparatus should work freely and be conveniently 
situated. Being placed at the bottom where it can completely 
drain the boiler, it is of still greater importance that its tight- 
ness can be depended upon when the apparatus is shut, as a 
small amount of leakage continued for a length of time might 
involve the overheating of the furnace plates and the destruc- 
tion of the boiler. 

For freedom in working, valves, if properly made, are supe- 
rior to taps even of the best construction, but, as a rule, they 
are not so trustworthy, and therefore should not be employed. 
Valves of nearly every description, whether conical, disc, or 
sluice, have all the same fatal defect, viz.,— liability to mislead 
when apparently closed. A small chip or piece of incrustation 
getting on the seat of a conical valve will prevent its closing 
tightly when to all outward appearance it may seem quite shut. 
The accumulation of deposit at the bottom of the casing under ^a 
sluice valve may soon render its closing securely impossible, 
and although screwed down hard and fast the valve may still 
be slightly open. By using care, and counting the number of 
turns given to the spindle in opening and shutting, and mark- 
ing the exact point the handle should return to when closed, it 
may be ascertained whether the valve be closed or not. But 
it is just the exercise of this care that cannot be reckoned upon, 
and the absence of which renders the employment of valves in 
critical situations bo dangerous. 
The duty of filling the boiler and \igbA,in§ Vta* to* %Xtet 
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» 

cleaning, often devolves upon some other than the regular 
attendant, who, after screwing down the valve concludes all 
is right and tight, and seeing plenty of water in the gauge 
leaves the boiler to itself for an hour or two. The valve 
after all may have been prevented from closing properly by 
some obstruction on the seat. The result follows that the 
water escapes unperceived through the valve, the furnace 
plates become drained and overheated, and if there be any 
steam in the boiler the flues collapse or the shell is rent. Such 
cases have frequently happened. From the quiet manner in 
which the water escapes when there is no pressure in the 
boiler, its loss is then more likely to happen unperceived than 
when tbe boiler is at work, as the hot water in escaping under 
pressure usually makes some audible or visible sign. 

The valve that is least likely to cause deception in not closing 
tightly is a kind of butterfly valve with triangular openings, 
where the flat diso forming the valve-lid revolves on the valve 
face which it is prevented from leaving by a guard, which, how- 
ever, requires adjusting as the faces wear. These valves work 
very freely and are perhaps as reliable as some gland taps. 

With a tap in good order there can be no deception as to 
whether it is closed or not when turned off, and so far as trust- 
worthiness is concerned, they are better adapted for blow-out 
apparatus when properly constructed, than any kind of valve. 

The principal drawback to taps of all kinds is the manner in 
which they stick fast from becoming corroded or incrusted 
together when not used frequently, or from the quicker expan- 
sion of the plug compared with the shell on being turned on. 
The remedy for the first evil or defect is obvious, and the 
best means for remedying the second is to work the plug 
gently backwards and forwards until the shell is heated through, 
when the tap may be fully opened and shut again immediately, 
with comparative ease. This is better and safer than suddenly 
turning the tap full on with the aid of a dangerously long lever, 
and waiting until the shell is heated sufficiently to turn it off 
again. The tendency to stick fast is greatly aggravated when 
the casing is made of cast iron and the plug of brass, a practice 
which should be altogether condemned, since it has been pro- 
ductive of serious inconvenience and even disaster. It is 
seldom that the taps about boilers are found sufficiently hard to 
wear well, being made of red brass instead, of. ^vm. T&sfcs\,> V« 
the sake of being more easily fitted up and TfcfcXtofcd, wA «^a»^ <& 
course, to save Grat cost. When two mota&fc oi ^&» *»so& 
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nature are pressed together with considerable force and allowed 
to remain in contact for some time, they are apt to cohere or 
"seize." This tendency is increased by making the metals 
soft, and is one cause of the sticking fast of taps. It may, in 
tome measure, be obviated by making the plug and shell of 
slightly different alloys, the former being the softer as it is 
more easily replaced when worn out. As a rule, blow-out taps 
are made too short or have too little bearing surface to last 
long without regrinding, and the universal practice of turning 
the taps one quarter round for opening, and then back again 
for closing, causes uneven wear and leakage. Every time the 
tap is opened, it should be shut by giving it another quarter 
revolution in the same direction ; by this means the tap wears 
more evenly and lasts longer without regrinding. 

There is a great difference of opinion respecting the best 
taper for large taps, some advocate 1 in 4, others 1 in 6. The 
former sometimes cannot be kept tight, and the latter are liable 
to stick fast if screwed down sufficiently to prevent leakage. 
The circumstances to be considered in determining the taper in 
any case, are the steam pressure used, the hardness of the metal, 
frequency of lubrication, and nature of the lubricant and water 
employed. For pressures of 20 or 30 lbs. a taper of 1 in 4 is 
found to work well, but for pressures of 90 or 100 lbs. a taper 
of 1 in 6 is necessary to insure tightness. 

In the common plug tap the nut securing the plug is liable 
to work loose and drop off without being observed, as the tap 
is usually placed in a position difficult of access and examina- 
tion. Serious cases of scalding have been occasioned by the 
blowing out of the plug from this defect. For facility of ob- 
servation the tap is best arranged horizontally, and the plug 
should be further secured by a guard to prevent it from being 
blown out in case the nut should drop off from the thread strip- 
ping, or other cause. Such an occurrence could, however, be 
prevented by simply putting in a pin through the bolt behind 
the nut. 

In order to avoid the risk of the plug blowing out, as well 
as to conceal, but not cure, the leakage which takes place when 
the tap requires regrinding, packed gland taps with a closed 
bottom are used by many of the best makers, and to obviate 
the stiffness produced by the friction of the packing against a 
large surface, compound gland taps are sometimes used, but 
with questionable success. It is still an open question whether 

best description of gland tap is better than, the old-fashioned 



BLOW-OUT APPARATUS. 143 

plug tap provided with a guard for the plug. Many oases have 
occurred of the water leaking to a dangerous extent past the 
plug in a gland tap without being detected in time, an event 
much less likely to occur with the simpler description of tap. 
Tn using gland taps with brackish or other very hard water, the 
plug is sometimes prevented from being screwed down to its 
seat by an accumulation of incrustation which has taken place 
between the casing and the bottom of the plug. This is likely 
to happen when the gland nuts are eased back to allow the plug 
to rise and ease itself for turning readily, a practice often neces- 
sitated by the faulty construction or defective condition of the 
tap. Such an occurrence could not possibly happen with an 
ordinary open-bottom tap. Inverted plug taps with hollow 
plugs designed to be kept tight against their casing by the in- 
ternal pressure, and those arranged to discharge through the 
open plug bottom, cannot be recommended. However well 
such taps, when of small size, may be found to answer in cer- 
tain situations, they are not satisfactory wben of large size, and 
are not adapted for using in connection with waste pipes. 

The practice of making the blow-out apparatus of furnace 
tube boilers without waste pipes cannot be too strongly con- 
demned. Too frequently the hot water is discharged into a 
drain only a few inches below the floor line, from which it re- 
bounds, and renders the duty of blowing off a very dangerous 
one ; at the same time, it is advisable that the end of the waste 
pipe should not be placed altogether out of sight, so that any 
leakage which may take place may be detected. 

As the safety of a boiler depends so much upon the condition 
of the blow-out apparatus, the task of blowing out should be 
regularly performed at least once a day by the engineer in 
charge, and should not be left to the fireman. 

In tubular boilers, for facility of access, the blow-out tap 
should be placed clear of the front end, and connected by a 
short elbow pipe with the mouthpiece or branch riveted to the 
boiler bottom. This pipe as well as the cock should be care- 
fully protected from contact with moisture and ashes, which too 
often find their way beneath the floor plates and cause the rapid 
destruction of the pipe, if not properly protected or made of 
copper. Comparatively few externally fired boilers are pro- 
vided with a blow-out apparatus. The common practice is to 
provide nothing further than an iron taper plug which fits into 
a hole in the boiler bottom over the fire, by vAxv&i ^Rft \ksBl« *"» 
emptied. The plug is usually knocked owt, 'wYusel ra^as*^*^ 
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the rudest means imaginable, and it frequently happens that 
the person, who is bold enough to do it before the water is cold, 
gets scalded if he is not quick in making his retreat. In some 
cases the plug is more sensibly attached to a spindle passing 
through a stuffing-box on the boiler crown, and provided with 
a screw and handle to raise it with. Means should always be 
provided with this arrangement to guard against the plug and 
spindle being blown out by the pressure, in case the screw is 
carelessly turned round too far and looses its hold in the nut. 

With plain cylindrical boilers, the blow-out apparatus some- 
times consists of a tap or valve, placed on the boiler crown and 
connected with an internal pipe reaching to within an inch of 
the boiler bottom. This pipe may be made to extend for some 
distance along the boiler to collect the sediment it is required 
to blow out. When the apparatus so arranged is used for 
emptying the boiler, it has the drawback of requiring the 
emptying to be effected with the steam up, a practice especially 
dangerous with externally fired boilers encased in much brick- 
work. The blow-out is otherwise arranged by carrying an ex- 
ternal elbow pipe from the boiler bottom through the brickwork 
at the side, or back end of the boiler, terminating in a tap or 
valve. For the purpose of protecting the pipe from the im- 
pingement of the heated gases it is loosely encased in brickwork. 
With this arrangement it is necessary to blow out very fre- 
quently when the feed water is of a hard or muddy nature, to 
prevent the deposit filling the blow-out pipe and becoming 
baked hard. 

Remarks on surface blow-out apparatus will be found in the 
chapter on Incrustation. 

MANHOLE COVERS. 

There is perhaps no better proof of the ignorance or reck- 
lessness that may be displayed by makers of reputation, than 
the number of boilers turned out by them with unguarded man- 
holes. The too common practice of cutting a piece of plate 
about 15 x 12 inches out of a boiler shell without providing 
any strengthening piece to the edge of the hole, where the ten- 
sion on the plate is concentrated and where it is liable to be 
further weakened by wasting, cannot be too severely censured, 
and has already led to numerous fatal explosions. The plate, 
at the edge of the hole, in such cases, has to bear, not only the 
strain from the steam pressure which, ttolda Mis qotqt m^ to its 
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work, but also what is often much more trying, viz., the strains 
put upon it by screwing up the cover, often weak and defective 
in shape, to make a tight joint, by means of the bolts suspended 
from the bridge bars or cross piece usually employed. When 
the joint leaks from want of stiffness in the plate itself or in 
the cover, or from bad fitting, or from the presence of a piece of 
interposed scale or hard substance in the cement or india rubber, 
the cover is perseveringly screwed up, and it becomes merely a 
question of time, and power available for screwing up, for the 
plate to become buckled and fractured at the edge of the hole at 
right angles to the cross piece, which unfortunately is usually in 
the position most likely to prove fatal to the existence of the 
boiler. In boilers at work the edges of these unstrengthened 
manholes are sometimes found split in four or five places, any 
of which fractures are ready with a little overpressure in the 
boiler, or with a little additional wasting, to develop into the 
primary rent of an explosion. In rag-boilers these unguarded 
manholes are sometimes as large as 36" x 24". 

The edge of the plate can be cheaply and adequately strength- 
ened by riveting on a ring of wrought iron. These rings are, 
however, too often so paltry, and applied in such an ignorant 
manner, that their application tends rather to aggravate than 
lessen the evil they are supposed to obviate. The ring should 
be at least |" thick and 4 inches wide, so that the rivet holes 
at 3 inches centres, and not 6 or 7 as is usual, may be kept 
well away from the edge of the hole. These internal covers made 
to fit the curvature of the shell are an unmechanical job at the 
best,' and a tight joint can never be depended upon with them. 

It is far better, in all cases, to have a flat face on which to 
make a good joint with the lid, which should be secured by 
strong studs or bolts and nuts. This can be contrived in 
various fashions, either as a cast-iron branch or mouth-piece, or 
where lightness is aimed at, of wrought iron, or as a simple 
stout ring when the size and construction of the boiler make it 
difficult to enter. The longer the neck of the mouth-piece the 
larger should be its diameter. If it be more convenient to 
have the cover internal as for the mud holes at the front end of 
double-furnace-tube boilers, it can still be made with a faced 
joint, and held up by means of a bridge bar and bolts and nuts. 

mud' holes. 

Mud holes should always be provided at Viva £tot& «a& ^R- 
double-flued boilers, as their aVaence neco^tatea\\iXax^^aft ^***» 
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from the boiler bottom up through the manhole, which increases 
the labour and greatly interferes with the effective cleaning of 
the boiler. Moreover, the want of ventilation through the 
boiler from the absence of a bottom opening keeps the interior 
for a long time damp, and increases the difficulty of examina- 
tion. The work of cleaning out Cornish boilers, especially 
when there are strengthening hoops round the tube, is very 
difficult and tedious, and may be much facilitated by having a 
mud hole at the front end. This, however, requires a special 
provision, owing to the limited amount of space at the bottom 
of these boilers, between the tube and shell. This provision 
can be well enough arranged, without materially weakening the 
shell of the boiler, which is the objection usually urged against 
the adoption of this plan. 

In boilers, where the construction does not admit of any one 
entering for the purpose of cleaning and examination, a num- 
ber of mud holes and wash-out plugs should be provided where 
they are most likely to be required, as, for instance, in agri- 
cultural and locomotive boilers, at the firebox shell corners 
aud ends above the foundation ring, and also at the front and 
sides, to command a range over the crown of the inside fire- 
box. These holes at the sides could often with advantage and 
safety be made much larger than is usual, to enable a man to 
get his arm in to clear away the deposit which resists being dis- 
placed by a jet of water from the hose pipe. For clearing out the 
barrel of these boilers wash-out plugs should be screwed into the 
smokebox tube plate, where there is not room for mud hole doors. 

Mud holes are sometimes made in the firebox bottom ring. 
These admit of a rod being pushed up among the stays, to 
remove the concretion lodging on them ; but as they are trouble- 
some to keep tight, they are seldom repeated in new boilers. 

In many locomotive boilers, manholes are wisely fitted to 
the bottom of the barrel, which afford considerable facilities for 
examining and cleaning the plates and tubes in their vicinity. 
The manhole mouthpieces are often made of good depth, and 
serve as mud collectors, when a cock should also be provided in 
the cover for frequent blowing-off. 

The practice of simply screwing a taper wash-out plug into 
firebox shell plates, which seldom exceed \ inch in thickness, 
although convenient and cheap, cannot be recommended, as the 
scanty thread allowed becomes rapidly destroyed by the iron 
rods introduced for removing the concretions, and the edges of 
the plates round the holes become rapidly ied\&&d by corrosion. 
Welding on bosses or riveting on piecea oi \Aatei, ox ^&&^p\ 
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bosses for increasing the number of threads, does not get over 
the disadvantage of having the threads inside the hole, and 
to obviate this it is better, in nearly all cases, to apply a 
mouth-piece of brass or wrought iron, having an outside 
thread and cap. For the small mud holes or hand holes at the 
firebox water spaces of agricultural and locomotive boilers, 
perhaps the most convenient form of cover is the common in- 
ternal lid, held up to its seat by a bow and stud. The edge 
of the plate round these holes is, however, liable to waste by 
corrosion, when the joint is not tight. By riveting a § or 
£ inch ring round these holes, a good joint can be ensured by 
securing an external oover by 3 or 4 studs, which can be 
easily arranged so as not to give trouble by being liable to 
get bent, or by interfering with the cleaning. 

In vertical boilers of the small class there should be a hand 
hole opposite every water tube, as well as a few for the furnace 
crown and at the bottom of the water space. 



STEAM DOMES AND STEAM CHAMBERS. 

Notwithstanding the general opinion that the presence of a 
steam dome is essential for obtaining dry steam, and as a 
remedy for priming, it should be regarded as an useless and 
expensive appendage to a boiler, and as frequently applied, a 
source of real danger. The practice of cutting a dome hole 
3 feet or even 3 feet 6 inohes diameter in a 7 feet stationary 
boiler, or a 2 feet hole in a 4 feet locomotive boiler shell, with- 
out providing against the weakening of the plate involved any- 
thing further than the dome plate itself and its angle iron or 
flange, cannot but be regarded as barbarous. In many cases 
the size of the dome and its hole is limited by the width of 
the shell plate, the whole of which, except some 5 or 6 
inches at each end for the lap and dome attachment, is cut 
away. Many instances may be met with in shells having the 
plates arranged in parallel courses, where the weakened plate is 
prevented from giving way solely by the support due to the ad- 
joining plates overlapping it on the outside ; were the dome on 
the outer instead of in the inner belting of plates, the weakened 
plate would inevitably yield to the pressure. 

Where the steam user must have a dome, there is no neces- 
sity for cutting away the plate more than auf&dsx&Vj ta s&arw ^ 
man to pass through ; and when the m&xgm oi saXaVl ^ «sasS\* 
the edge of the plate round the "hole sJhvOvxVii \>& «A«op»&* 
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strengthened by having a stout wrought iron ring riveted to 
it. Yet it must be admitted that the tendency to prime is in- 
creased as the area of the hole is diminished. 

The supposed advantages of a dome are two in number, 
viz. : 1. By increasing the steam space, it is supposed to act as 
a useful reservoir of steam, to meet any sudden demand arising 
out of irregular loads on the engine. 2. It is supposed to act 
advantageously as an anti-primer, since the steam, being further 
removed from the water, is supposed to be less liable to be 
saturated, especially when the dome contains a perforated diaph- 
ragm for arresting the passage of the suspended particles of water. 

Now, with regard to the first of these statements, it can be 
easily shown that an ordinary-sized dome adds comparatively 
little to the steam room of a boiler. If we take, for example, 
a Lancashire boiler 7 feet by 30 feet, the steam space will be 
about 240 cubic feet. With a dome 3 feet by 3 feet high, we 
would have about 21 cubio feet capacity, which is less than 9 
per cent, of additional space, and this would be exhausted by 
a few strokes of the engine. But the reservoir of power in a 
boiler resides not so much in the steam as in the heated 
water. With a working pressure of 60 lbs, each cubic foot of 
steam in the boiler will produce only 4*65 cubio feet of 
steam at atmospheric pressure, but 1 cubic foot of water 
in the boiler will produce nearly 35 times that amount, 
for at 60 lbs. pressure the temperature of the water is 307 '5°, 
or 95 5° above the boiling point at atmospheric pressure, and, 
as every degree of heat added to water already at 212° may 
be taken as competent to generate 1 *7 cubic feet of steam, 
95*5° will produce 162*35 cubic feet, or nearly 35 times as 
much as 1 cubic foot of steam at 60 lbs. pressure. Whence it 
may be concluded that in ordinary boilers the addition to the 
power by the reserve of steam in a dome is insignificant when 
compared with the power stored up in the water. With 
respect to the second alleged advantage, it appears to be taken 
for granted that the higher . the point at which the steam is 
taken from the boiler and consequently more distant from 
the agitated surface of the water, the drier is it likely to 
be. Now, without considering the cooling effect on the steam 
by the circumference of a large dome exposed to the atmos- 
phere, this would be a correct conclusion if the steam flowed 
slowly and quietly into the dome. But this .is not the case 
with the engine at work, when, the steam rushes into and 
through the ddzne with great velocity, jvuvV \& Wa&ta V* -fc&a 



STEAM DOMES. 149 

a quantity of water along with it, causing the steam in the dome 
to be actually wetter instead of drier than the steam in the rest 
of the upper portion of the boiler. 

Priming is promoted, if not actually caused, by the reduction 
of pressure, and consequent increased ebullition of the water 
immediately below that point of the boiler whence the steam 
is drawn, which disposes the water in the form of spray, to be 
carried along with the ascending current of steam. Not only 
is the water thus carried into the steam pipe, but also any par- 
ticles of earthy and other foreign matters that may happen to 
be at the broken surface of the water. In boilers fed with 
dirty water from canals and drains, the inside of the dome 
sometimes becomes plastered with mud and clay, several inches 
thick, whilst the rest of the steam space remains quite clean. 

Priming is also probably due in some measure to the flow 
of steam over the surface to the point of efflux, carrying par- 
ticles of water along with it by the induced current it produces. 

The various anti-priming expedients usually employed, such 
as the insertion of perforated diaphragm plates in the dome, 
and baffle plates for beating back the ascending particles of 
water are seldom effective, unless the system is elaborately 
carried out. The simplest and at the same time the most 
effective way to prevent priming is to avoid, as far as possible, 
causing any violent local ebullition or rapid current in drawing 
off the steam, which may be done by employing an internal 
perforated pipe, with the ends closed and fixed near the top of 
the boiler, into which the steam can flow quietly. The longer 
this pipe is made the better. In ordinary stationary boilers, a 
pipe 6 or 8 feet in length, with perforations, having a total 
area considerably in excess of the area of the pipe, is found 
to be all that is required as an anti-priming apparatus. The 
larger the collective area of the perforations, as compared with 
the area of the pipe, the more quietly will the steam flow 
through them, and when once within the pipe and separated 
from the water, the velocity of the steam can have no effect in 
producing priming. 

Sometimes the success of this pipe is frustrated by carelessly 
leaving a large open space between it and the pipe leading the 
steam away from the boiler, through which a rush of steam 
takes place, and the action that causes priming is induced. 
The tendency of the perforations to choke \rp N*\\efc. rato&b. 
kinds of dirty water are used has been &\\egp&, Vd. * ts* x«* 
ia*tancea, aa the came that has led to the ab^^ouxasofc ol ^a» 
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pipes. They are successfully used on some railways in loco- 
motive boilers, having very limited steam spaces. When used 
in locomotives the perforations should not be carried too near 
the ends of the boiler, lest the water splashing back from the 
ends should gain admission to the pipe. 

The tendency to prime may be increased by urging the fire, 
or by drawing the steam from a point over the furnace or where 
the ebullition is violent ; by the presence of grease and other 
matters which impede the free escape of the steam from the 
water surface, or by the immoderate use of soda which causes the 
water to foam. New boilers and especially new locomotives 
prime most in consequence of the violent ebullition that takes 
place over the clean heating surface, and also, sometimes in 
consequence of the greasy and dirty state of the interior. 

All the phenomena in connection with priming, have not 
yet been satisfactorily explained. Melted tallow or oil is 
sometimes injected into small vertical boilers to prevent priming. 
It is supposed to have the same effect on the disturbed surface 
of the water that oil has when poured on a rough sea, so well 
known. And yet it cannot be disputed that the presence of 
grease in combination with other impurities increases the ten- 
dency of many boilers to prime. 

When domes are used, the opening at the dome bottom 
should be made as large as possible, in order to diminish the 
tendency to prime. But in order to maintain the strength of 
the shell, where a large hole is made in it, the plates round the 
dome bottom will require to be adequately strengthened by 
means of a stout ring riveted round the edge of the hole, or 
else by strong internal transverse stays suitably arranged fore 
and aft of the dome. Sometimes the dome itself is strengthened 
by shrinking on a strong wrought iron ring near the bottom. 

It is sometimes asserted in favour of the use of domes for 
locomotives, that they form a convenient seat for the safety 
valves, but when these are blowing off violently, they greatly 
increase the disposition to prime. 



FTTBNAOE F1TTING8. 

The furnace is usually comprised of mouthpiece with doors 
and bed-plate, fire bars, bridge, and ash pit, with or without 
doors and dampen. In additiou to these, some arrangements 
~ furnace have special provisions fox sxnota \>\aT^^«3t&^?*- 
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vention, cleaning out flues and fires, removal of clinkers, 
ashes, <fec. 

Iu externally fired boilers, the furnace is necessarily made quite 
distinct from the boiler. The circumstances which determine 
the best height for the boiler above the fire bars will be con- 
sidered in the chapter on Firing. 

By increasing the distance between the fire and the boiler, 
the perfect combustion of the gases will be facilitated, and the 
temperature of the plates will be reduced. The entering cold 
air will also be more diffused and not so likely to be directed 
against the hot shell to cause sudden contraction. 

The arrangement of the furnace mouthpiece will depend 
mainly upon the arrangement of the flues, as the brickwork at 
the front end requires supporting by an arch or other means, 
when there is a wheel draught or split draught, and only a plain 
wall in front of the boiler is required when a flash flue is used. 
With respect to the best position for the fire door, which should 
be hinged to open sideways, and be made double in number if 
the grate is very wide, it should be arranged with a view to pre- 
vent as much as possible the impingement of the entering cold 
air against the hot shell plates when the door is thrown open, 
and it should be sufficiently wide to enable the fireman to dis- 
tribute the coals properly over the grate. It should be kept 
from 12 to 18 inches, from the fire to prevent destruction by 
the high temperature of the furnace. The durability may be 
increased and the radiation of heat impeded, by fitting a baffle 
plate of wrought iron to the door with an air space of 2 or 
3 inches between. A casing or lining of brickwork is some- 
times used behind the door for this purpose. These doors are 
often made excessively high for small boilers, about 12" is 
generally sufficient unless the grate is very long. 

The common practice of applying a large casting for a furnace 
mouthpiece to the front end of an internally fired boiler must be 
discountenanced. The castings are not only cumbersome, 
costly, and liable to fracture sooner or later, but they conceal 
the ring of rivets attaching the tubes to the end plate, which 
are best left exposed to view for the detection of leakages 
and fractures. The best plan is to make the mouthpiece 
simply of two wrought iron plates with an air space between. 
The outer plate, to which the door is attached, may be fitted to 
the tube hole in the boiler front end plate, ami tta* y»x& 
covered with a brass moulding. This &ir&i&%«m&\& ^o**^ , 0a» 
rivet head* to be exposed to view, and ioupaxto * wa^fc sc^ft^" 
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anoe to the furnace. The plan of building up the front end of 
the boiler with a mass of brickwork to prevent radiation should 
never be employed, since it is liable to harbour moisture in 
contact with the front end plate. Another great evil attending 
this plan is the concealment of any outward bulging that may 
occur in the event of the failure or original want of strength in 
the staying. Many a boiler has been saved from bursting by 
the timely warning given of weakness by the bulging of the end 
plate, and any plan which interferes with the detection of 
this should be employed with extreme caution. When it is 
desired to prevent loss of heat by radiation from the front end, a 
coating of good non-conducting composition may be applied in a 
suitable frame, which can be arranged to leave a space between 
the plates and the non-conducting material, to admit of easy 
removal, and so as not to cover any of the rivet heads, except 
those of the stays. 

The doors should be provided with a sliding or revolving 
grid for admitting air above the fire, the baffle plate being per- 
forated to aid its distribution. A host of inventions for making 
the opening and closing of the slide self- acting have been 
patented. As a rule, it may be said that these self-acting appa- 
ratus are allowed to fall into disuse after a short trial, as most 
of them soon get out of order and require a good deal of keep- 
ing up. 

The dead plate, often perforated with advantage to admit air, 
can be secured to the furnace mouthpiece, and arranged to rest 
on the furnace sides, so as to dispense with brackets secured by 
bolts to the plates which are liable to leak, and in consequence 
should always be as few as possible. 

The fire bars are usually made of cast iron. The numerous 
shapes in which bars are made have been adopted mainly with 
a view to increase their durability, according to the experience or 
theoretical notions of their designers. For easy handling, the 
bars should not much exceed three feet in length. In order to 
facilitate the access of air, the fall of the ashes and clinkers, 
and the cleaning of the fire from below, the bars should be 
made thinner at the bottom than at the top ; but in order to 
maintain the same windage or space between the bars when they 
become worn, they should be made parallel for about f of an inch 
at the top, and then tapered downwards. It may be questioned 
whether any description of fire bar has given better results in the 
Jong run than the ordinary short cast iron bar f- inch thick at top 

finch at bottom and 3 inches deep ia m\&l\&i ^fast* & ^ 
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provided with a distance piece of the same width as at the ends 
to prevent twisting. The rapid deterioration by twisting, 
bending, or fusion sometimes experienced, is due to overheat- 
ing, which may be caused either by a single bar here and .there 
being, from some cause or other, raised above the general level 
of the grate, or by the air space being too wide, either originally 
or by lateral bending of the bars, caused by want of sufficient 
room to expand or other defect, which allows the red hot fuel 
or clinkers to get between. So long as the cold air Comes in 
contact with the whole depth, the bar will only waste away on 
its upper surface, and that but slowly, unless the fuel like 
anthracite, burns with a very intense local heat. The air space 
usually allowed and found to answer best with good semi- 
bituminous coal is T 7 g- or £-inch. This space may, however, be 
diminished with advantage when there is a good draught, 
abundant boiler power, and the coal is clean. In burning 
anthracitic coal which decrepitates and falls through the bars, 
or where the coal yields much clinker, which adheres to the 
bars and gets between them, the windage might be kept small er 
if the nature of the coal in the one case did not demand a con- 
siderable air space to insure a good draught for its combustion, 
and in the other case to provide for its becoming partially 
choked up. With coal that cakes much, or yields a large 
quantity of ash, the air spaces may with advantage be made 
f ", or in some cases even more. 

With a view to facilitate removal and replacing, and to 
obviate the inconvenience and loss arising out of the single bars 
becoming lifted from their seats, and at the same time tc 
iucrease the lateral stiffness, the bars are often cast together in 
sets of two or more, with end and intermediate distance-pieces 
between them to prevent twisting, which provisions should 
indeed be made in all cases. There should always be a liberal 
allowance at both ends for the bars to expand freely. The play 
to be allowed may be taken as 1 in 24. The plan sometimes, 
adopted of tapering off the end of the bars and resting them on 
an iucliued seating for the purpose of facilitating expansion 
cannot be recommended, as it leads to a difficulty in keeping 
the level of the grate uniform, the bars becoming overheated in 
consequence. 

It has been observed that after repeated heating and cooling 
cast iron becomes permanently elongated. Accordk^ to ^« 
Brix a fire bar after seventeen days heating pxe«ATNfe& «.^«tvQ»xv«o\ 
elongation of 2 per cent. ; another \»x oi \k» saaaft ^aww*- 
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sions, after looger usage, was permanently elongated 3 per 
cent. 

It is a common practice to incline the grates downward* to- 
wards the back end. No doubt this arrangement facilitates the 
pushing back of the fuel, and is useful in burning coal which 
produces much flame, but it makes it more difficult to ascertain the 
distribution of the fire at the back end, especially in a long grate. 

In order to prevent active combustion in contact with the 
furnace plates of tubular boilers, likely to be followed by a 
current of cold air impinging on the heated part, the side bars 
are sometimes judiciously arranged to bear against the plates. 
A similar arrangement might be with advantage adopted in 
small vertical boilers, where the furnace plates are sometimes 
burnt by the bottom of the water spaces becoming choked with 
an accumulation of deposit. 

With respect to the relative durability of cast-iron and 
wrought-iron fire bars it may be remarked that the point of 
fusion of the latter is considerably higher than that of the 
former, but wrought-iron bars bend and twist much sooner than 
bars of cast iron. For locomotives and agricultural boilers, where 
the fire bars are subject to rough usage, wrought iron bars, being 
less easily broken, are generally preferable to those of cast iron. 

When the coals used are of a caking nature and adhere to the 
bars, or cause trouble by the quantity of scoriae they yield, 
various arrangements for giving the bars a rocking motion for 
breaking the fire and detaching the clinkers have been invented. 
Some of these have been used with advantage, but the trouble 
and expense of keeping them in repair appear to have operated 
against their coming into more general use. 

With the view of increasing their durability, the bars are often 
made hollow to allow a current of cold air or water to pass 
through. The air and water by becoming heated also adds to 
the efficiency of the furnace. The advantage of these expedi- 
ents is, however, questionable, in consequence of the extra first 
cost involved and the expense and trouble of keeping them in 
good order. 

The bridge is a low vertical wall or partition at the back of 
the grate, and forms a back end to the furnace. It is usually 
made of fire brick or cast iron surmounted by fire brick. The 
bridge is sometimes hollow, perforated, or split to admit air 
behind the furnace for burning the gases. Sometimes, however, 
the bridge is a wrought-iron water space communicating with 

inbide of the boiler. When, water bn&giea w*a tok& cww 
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should be taken that the ends incline or curve upwards to 
facilitate the escape of the steam bubbles as they are formed on 
the inner surface. 

The bridge acts usefully in bringing the flame in contact 
with the heating surface, and by retarding the escape of the 
gases into the flues promotes their admixture with the air. 
The space above the bridge is often, however, made too cramped 
with these ends in view. The narrower the space the greater 
must be the force of the draught to draw the gases through. 
The heightening of the bridge may, in consequence, be 
attended with an increased waste of fuel, as the gases are likely 
to escape at a higher temperature into the chimney. More- 
over, the extent of the heating surface which receives the 
radiant heat from the Are is diminished by heightening the 
bridge, aud the action of the higher temperature aud more 
forcible impingement of the flame and air agiunst the furnace 
plates is liable to be destructive, especially when sedimentary or 
greasy feed-water is used, or a seam of rivets happens to be near 
the bridge. The best height to make the bridge, in any case, 
can only be determined by actual trial, as it will depend upon 
the size of grate, strength of draught, character of fuel, thickness 
of fire, and relative quantity of air admitted through the bars 
and above the fire, or behind the bridge itself. The passage 
above the bridge, as an approximate rule, may be made one- 
sixth the area of the fire grate. By lowering the bridge the 
flame will not be cooled so suddenly by contact with the plates, 
and may be made to pass further along the flue with a diminished 
draught, whereby the prevention of smoke will be facilitated, 
the evaporative efficiency increased, and a saving of fuel 
effected. In many cases a reduction of two or three inches in 
the height and an improvement in the shape of the bridge, 
whereby it is better adapted to the shape of the furnace, have 
had a very marked effect in reducing the consumption of fuel, 
preventing smoke, increasing the evaporation, and in diminishing 
the wear and tear of the boiler. 

Hanging or inverted bridges are often used. These are placed 
some two or three feet behind the ordinary bridge, behind which 
air is admitted to the gases. The space between the bridges 
then forms a suitable flame chamber for aiding the perfect com- 
bustion of the hydrocarbons, and the use of hanging bridges in 
this manner has been attended with very satisfactory reauit& \ 
but the difficulty of keeping them in tq\>&ax \i&& tobu£&3 \^ ^> 
their abandonment after a short trial. 
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UDderneath externally fired boilers with deep flash flues, two 
or three additional bridges are often arranged at regular dis- 
tances between the furnace bridge and the back end of the flue 
for the purpose of keeping the gases in contact with the boiler as 
they pass along. 

BOILER SETTING. 

Boilers should be set with as little brickwork in contact with 
the shell as practicable, particularly at and near the bottom 
where any water or moisture is liable to lodge against the plates. 
All the flues should be faced with fire bricks, and fire lumps or 
blocks, but not bricks, should be used for the seating. No 
mortar should be used where it can come in contact with the 
plates, but fire clay should be used instead for the whole setting 
of the boiler. The flues should bo sufficiently large to admit of 
being properly cleaned and to enable periodical external exami- 
nations to be made with facility and satisfaction. The common 
practice of cramping the flues arises out of the desire to improve 
the efficiency of the boiler by keeping the gases in contact with 
the plates. Bat the slight waste of heat that may result from 
the use of moderately wide flues is far outweighed by the greater 
security obtained from the better examination they invite. The 
fact is too often lost sight of that the difficulty of cleaning the 
plates caused by the narrowness of flues usually results in the 
plates becoming covered with a permanent coating of soot and 
other non-conducting substances, which renders them useless as 
heating surface, and consequently the narrowing of the flues 
defeats its own intended end. 

Plain cylindrical or egg-ended boilers, when made with wheel 
draught or split draught, are supported on side walls which 
should not exceed three inches in width at the surface on which 
the boiler rests. There is, however, no advantage gained in 
evaporative effect by making the flues of long and moderately long 
egg-ended boilers for wheel draught or split draught ; but there 
is a decided disadvantage in the increased difficulty of cleaning 
and examining these arrangements of flues involve. These 
boilers are best set with flash flues, the gases passing straight 
from the bridge along the boiler bottom and sides to the 
chimney. This arrangement dispenses with all brick-work 
seating underneath the boiler, which is sometimes supported 
on cast iron brackets protected on their fronts by fire brick, but 
tkr wore usually by brackets riveted to tbe sidaa uud. TO&tiug 
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upon the masonry. Boilers of great length — 50 feet and 
■upwards — are often suspended from transverse cast iron arches 
resting on the masonry at the sides and placed from 12 feet 
to 16 feet apart. The boiler is connected to each bearer by 
means of three bolts secured to angle or T irons riveted to the 
shell crown, and secured to the casting by nuts, by which the 
weight of the boiler can be adjusted. There should also be a 
strut of T iron across the inside of the boiler, under each bearer, 
to resist the tendency of the shell to assume an oval shape from 
the weight of the lower portion of the boiler and the water 
acting against the upward direction of the force exerted by the 
suspension bolts. 

Since the weight on each bearer must vary considerably with 
the arching of the shell, due to the greater expansion or con- 
traction of the bottom compared with the top, long boilers are 
liable to be strained and break their backs when suspended from 
the end attachments only, or the bottom is liable to become 
buckled together when suspended only from the middle bearers. 

For remarks on the brickwork and setting of internally fired 
boilers, see chapter on Wear and Tear, p. 200. 

With Cornish, Lancashire, and other similar boilers of mode- 
rate length, in order to promote the circulation, and heat the 
dead feed-water at the bottom, the flues should be arranged to 
conduct the gases forward underneath the shell bottom on 
leaving the flue tubes, the draught being split at the front to 
pass backward along each side to the chimney. Each side flue 
may be made with an independent damper, or one damper may 
be made to serve by uniting the side flues behind the down take 
at the back. But when the boiler is very short compared with 
the length of grate and there is a strong draught, it is advisable 
not to expose the shell bottom to a very high temperature by 
taking the gases along the bottom before passing through the 
side flues. 



CHAPTER VIII. 

INCRUSTATION. 

One of the greatest, and at the same time one of the most 
frequent difficulties steam users have to contend with is the 
formation of deposit and incrustation, or, as it is also called, 
scurf, scale, or fur, in their boilers. 

Where the scale does not acquire a greater thickness than 
about Jj inch on that part of the boiler where the circulation 
is most defective, and not more than that of an egg-shell, where 
the circulation is most active, it may in most cases be regarded 
rather as an advantage than otherwise, forming, as it generally 
doe3 a coating to protect the boiler against the corrosive action of 
the water. But when it becomes thick enough to threaten the 
closing up of the water spaces, or when it gathers in consider- 
able quantities on the plates and tubes exposed to a great heat, 
the incrustation becomes a source, not only of annoyance and 
wasteful expenditure of fuel, but also of actual danger from 
explosion, and tends greatly to shorten the life of the boiler, 
even where no actual danger exists. The heat from the 
furnace not being carried off rapidly, as it otherwise would be 
by the fresh portions of water that are brought to it by the 
circulation, since its transmission is resisted by the thick 
coating of scurf, which is always a bad conductor, the plates 
become overheated, often to such an extent that they may in 
course of time become burnt through. The overheating due 
to the presence of incrustation may become dangerous, long 
before the plates suffer much from burning, especially in the 
case of large furnace tubes, where the softening leads to dis- 
tortion which is soon followed by collapse and disaster. 

The formation of incrustation, when it gives rise to slight 
overheating, must add materially to unequal expansion, which 
is found to be one of the principal sources of wear and teat 
in a boiler. 
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Incrustation also leads indirectly to overheating by closing 
up the apertures of the feed-pipe, especially when the water is 
admitted through small holes. 

When of considerable thickness, and very hard and difficult 
to remove, incrustation interferes greatly with the examination 
of a boiler, and renders it no easy matter to ascertain with 
any degree of certainty the condition of the plates concealed 
from view. No doubt there are certain well-known marks of 
colour and configuration accompanying some kinds of incrusta- 
tion which indicate with a considerable degree of certainty the 
defective condition of the underlying plates and rivet heads, 
but these indications are by no means infallible. Their presence 
often causes groundless suspicion and anxiety, and their 
absence may lead to a sense of security and consequent neglect 
likely to be productive of serious damage. 

To such a degree does the accumulation of scurf interfere 
with the efficiency and safety of some descriptions of multitu- 
bular and water-tube boilers that their employment in many 
cases has to be abandoned. Indeed, the nature of the feed 
water available is too often lost sight of in making selection 
from different classes of boilers. It should always be under- 
stood, that when very bad or hard feed water is to be used, 
the boiler should be. chosen for accessibility to all its interior 
parts, as upon this circumstance greatly depends its future 
economical and safe working. 

Most waters used for stationary and locomotive boilers contain 
solid matters in solution which become precipitated by elevation 
of temperature, or are left behind by evaporation. On the 
matters ceasing to remain in solution, the first effect will be 
their deposition, and unless blown out sooner or later, the 
deposit becomes hardened, and forms incrustation. The 
quantity of matters held in solution are commonly from 20 to 
40 grains per gallon, and in some few cases reach as much as 
200 grains per gallon. But a much less quantity than the last 
is sufficient to cause serious inconvenience when present in 
boiler feed water. This may be easily shown as follows : — 
Taking the moderate quantity of 20 grains of mineral per gallon, 
of indifferent solubility, we shall have the considerable quantity 
of upwards of ^ cwt. left by the water boiled away in a week of 
60 hours, at the rato of 350 gallons evaporated per hour — not a 
very unusual quantity with large stationary boilers. Taking 
the specific gravity of the incrustation formed a& ^ oiv.^a^l 
cwt. will be sufficient to cover 250 aquace tee\i oi \>\»ta> ^rv^sk 
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a thickness of '0144 inch. This would amount to T 3 ^ inch in 
three mouths, if allowed to accumulate. 

With the customary want of attention to blowing out and 
cleaning, we can from this readily conceive the excessive thickness 
of incrustation that may accumulate over tht whole internal 
surface below the water line in a very small faction of the 
average life of a steam boiler. 

Besides the substances held in solution raany waters hold a 
large amount in suspension, which are left behind by the evapora- 
tion. These principally consist of mud, clay, and other earthy 
matters carried down by rains and running water, or stirred up 
in canals and rivers by the passage of vessels. 

There are but few problems connected with steam engineering 
at which inventors have tried their hands to a greater extent 
than the prevention and removal of boiler incrustations. Of 
late years it is computed that Dot fewer than 200 patents have ' 
been taken out, and the number of anti-incrustation nostrums 
tried by confiding or desperate boiler owuers is the best 
evidence of the magnitude of the evil they would overcome. 

Before attempting to notice some of the various anti-incrus- 
tation schemes that abound, it is advisable to say a few words 
on the nature of the troublesome ingredients found in various 
waters. 

The mere amount of solid matter in any water is no indica- 
tion of its fitness or otherwise to be used in a steam boiler, as 
this depends almost entirely on the nature of the solid impu- 
rities contained. The presence of 50 grains per gallon of 
'deliquescent salts, such for example as carbonate or chloride of 
soda would not be seriously felt with a moderate amount of 
attention to blowing off ; whereas, on the other hand, an equal 
quantity of salts of lime would render the water unfit for use, 
unless an unusual amount of care and attention were bestowed 
on blowing out and cleaning the boiler. Unfortunately the 
presence of the former description of salts is the exception, 
whilst the latter is the rule. 

The great majority of well, mine, river, stream, canal, and 
town supply waters contain sulphate of lime, bicarbonate of 
lime, and carbonate of magnesia. These, present in widely 
different quantities and along with various other impurities, 
are the principal ingredients in the waters that . cause the 
greatest amount of trouble, by forming hard incrustations and 
loose deposits that retard the transmission of heat to the water. 
According to M. Coasts, the ioWomng *ifc *ta» fe^ro"^*^* 
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weights of different salts which one imperial gallon of water 
(70,000 grains) is capable of holding in solution when cold 
(60° Fahr.), and when boiled in the open air : — 





1 


50°. 


212°. 


Carbonate of Hme 

Silica 

Sulphate of lime 

Carbonate of magnesia 

Sulphate of potass 

Chloride of sodium 


merely traces. 

70 grains. 

175 grains. 

3 '25 oz. 

10 „ 

32 „ 


merely traces. 

40 oz. 
32 oz. 


,, magnesia 
Nitrate of calcium 


266 

500 


99 
ft 


580 oz. 
1 


Chloride of calcium 


540 


99 


unlimited. 



The order of deposition in the boiler as the water becomes 
concentrated is given thus : — 1st. Carbonate of lime. 2nd. 
Sulphate of lime. 3rd. Salts of iron, as bases or oxides, and 
some of these of magnesia. 4th. The silica or alumina, 
usually with more or less of organic matter. 5. Common 
salt. 

With respect to the salt water used in marine boilers, it is 
found to vary in density and in the nature of its ingredients 
in various localities throughout the globe. According to Dr. 
Ure, the largest proportion of salt held in solution in the open 
sea is 38 parts in 1000, and the smallest 32. The Bed Sea 
contains, however, 43 parts in 1000; the Baltic, 6 '6 ; the 
Black Sea, 21 ; the Arctic Ocean, 28 5 ; the British Channel, 
35*5 ; and the Mediterranean, 38. Faraday found the average 
specific gravity of sea-water to be 1027, that of pure distilled 
water being taken at 1000. 

The sea water used in his experiments weighed 64*1416 lb. 
to the cubic foot, and contained of 

oz. 
Chloride of sodium . . . . 25-762 
Muriate of magnesia . ... 3*282 
Sulphate of magnesia • • .2*212 

Sulphate of lime . • f , 1013 



32-269 



besides quantities of other salts too small to be noticed. 

It is generally understood that the cai\>onfcte ot Xvc&s^ *0sv% 
tame substance, chemically speaking, as Beleuita, 0&»2&>* xqas^a^ 
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and limestone, is held in solution, in fresh water, by an excess 
of carbonic acid, and that in reality it is present in the state of 
a bioarbonate. By heating the water, the excess of carbonic 
acid is driven off, and the greater part of the carbonate is pre- 
cipitated. Its solubility diminishes as the temperature increases, 
and at boiling point it is scarcely soluble at all. It is for this 
reason that in water, from which the air has been expelled, 
carbonate of lime is found in such small quantities. Carbouate 
of lime has been variously estimated as soluble in from 24,000 
to 16,000 times its volume of water, at ordinary temperature, 
or in the proportion of from 2f to 4 J grains per gallon. Ac- 
cording to M. Couste*, the solubility is nil at about 290° Fahr. 

Sulphate of lime, a substance of the same chemical composi- 
tion as gypsum or plaster of Paris, is next in importance to 
carbonate of lime. Its solubility also varies greatly with the 
temperature. According to Regnault, its greatest solubility is 
at 95° Fahr., when it dissolves in 393 times its weight of water, 
or in the proportion of 178 grains to the gallon. At 212° it is 
only soluble in 460 times its weight of water, or 152 grains to 
the gallon ; and according to M. Couste', like carbonate of lime 
it is completely insoluble at about 290°. It is therefore evident 
that these two salts are precipitated in all kinds of water, merely 
by the elevation of temperature, when the boiler is worked at 
about 60 lbs. pressure. 

In boilers working at low pressure, the sulphate of lime could 
be partially extracted by blowing off, if the water became 
saturated with it at about 230° ; but its solution requires time, 
and the rapid evaporation precipates it more rapidly than it can 
re-dissolve. 

Carbonate of magnesia, or magnesian limestone, is the next 
important impurity in fresh water ; but it usually exists in much 
smaller quantity than the other two salts. In its relation to 
temperature, and in its behaviour in the water, it is similar to 
carbonate of lime. 

On becoming insoluble the lime and other salts remain for a 
time suspended in the water, and tend to deposit themselves 
more or less rapidly, according to the density of the water, the 
manner in which it circulates, and the intensity of the ebullition. 
Over those parts of the heating surface where the water boils 
rapidly, the insoluble salts are held in suspension by the 
agitation until the ebullition subsides, or when the circulation is 
good they are carried a* ay with the currents, until a compara- 
tively quirt part of the boiler is xeac\xe&, vi\i«\i \Xvs^ *k* <U- 
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posited on the plates or tubes. It frequently happens that the 
feed pipe, itself when the feed is shut off, is one of the quietest 
spots in the boiler, and hence the amount of deposit often found 
in it. But the furring-up of the feed pipes, whether vertical or 
horizontal, is mainly due to the sudden precipitation of the im- 
purities on being acted upon by the high temperature in the 
boiler. The manner in which the precipitation comes about is 
sometimes very remarkable, especially when the feed water at 
a high temperature enters the boiler nearly at the point of 
saturation. In such cases the lime salts are deposited as they 
pass through the apertures in the feed pipe, and gather fast and 
thick on the adjacent plates, or when the feed is distributed 
through a horizontal perforated pipe, the deposit is sometimes 
found projecting for a length of two or three inches from each 
aperture, like a hollow inverted stalactite. In time, the passage 
through the aperture gradually becomes closed up, and the feed 
is consequently prevented from entering. 

It is by many supposed that the plates over the furnaces are 
most liable to become covered with a thick incrustation, as the 
greatest quantity of water is here evaporated. This is, however, 
seldom or never found to be the case unless the circulation is 
very bad, as, for instance, over the flat stayed crowns of most 
locomotive fireboxes. In plain cylindrical and internally fired 
tubular boilers the suspended matters in the water are driven off 
the plates by the ebullition, and carried to the part of the boiler 
where the circulation is most sluggish — generally the coolest part 
of the boiler — and are there allowed to deposit. When a consider- 
able amount of incrustation is found over the fire in ordinary ex- 
ternally fired boilers, it is usually caused by the detached scale 
which has fallen from the sides of the shell, in pieces too heavy 
to bo carried away by the circulation. The danger of over- 
heating from this cause is one of the principal arguments against 
the practice of having a fierce heat under a boiler-shell, where 
the nature of the incrustation renders it liable to cover the 
furnace plates to any great degree. 

The carrying away of the deposited matter by the ebullition 
and circulation is also retarded by the presence of grease or 
sticky matters in the water, which form a paste with the im- 
purities that often proves too heavy or tenacious for removal by 
the currents in the boiler. 

The sulphate of lime, on depositing, forms an. v*moT\taw\^^^*>\-> 
more or less hard, according to the other ingp«ft\<suX» Haa. <aarc&.- 
bimtion with it, and the heat to Which it. ia «x^»&* ^^ 
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carbonate of lime and carbonate of magnesia, on the other Hand, 
usually deposit as a loose tine powder, forming a white sludge 
with the water. They often solidify in combination with the 
sulphate, forming a hard amorphous crust. Before deposition, 
the light carbonates precipitated are held in suspension near the 
surface of the water, and are frequently carried along with the 
steam and water into the steam -pipes and cylinder. After a few 
months' work, pistons and cylinder covers have been found 
covered with a coating -3^" thick, or even more, of this fine, im- 
palpable powder. This, it is evident, in time, is liable to cause 
the breakage of the cylinder covers, pistons, or other parts of 
the engine. 

When the deposited carbonate of lime is present in consider- 
able quantity, along with other impurities, it will remain soft 
for a length of time, and if not exposed to too high a tempera* 
ture when drying or emptying the boiler, will be converted into 
a fine floury powder, of a light colour. But if the boiler be 
blown out while the plates and brickwork in the flues are at a 
high temperature, the sludge often becomes baked hard ; and 
it is to this circumstance that a great amount of the hard in- 
crustation from both the sulphate and carbonate of lime is due. 

When a boiler fed with water containing salts of lime is blown 
out cold, and the interior is examined before it becomes dry, 
the plates, tubeB, and stays may be found covered with a thick 
coating of light-coloured sludgy deposit, that can be removed 
with very little trouble if brushed off or washed out with a hose* 
pipe and jet of water. Should, however, the interior be main- 
tained at a high temperature, by blowing out before the boiler 
and flues are cool, the deposit becomes baked on, and apparently 
there is not so much left for removal where the practice of 
chipping off the scale is not carefully carried out. It is for this 
reason, namely, the excuse of having little easily removable 
deposit to deal with, that many boiler attendants prefer allow- 
ing the scale to bake hard and fast on. It must be admitted 
that in many tubular boilers the task of sweeping or washing 
out the loose deposit is a very unpleasant one, and likely to be 
shirked by the majority of boiler attendants. 

Various attempts have been made to calculate the loss of 

heat caused by incrustation formed on the heating surface. But 

the circumstances to be considered which determine the rate of 

heat transmission through plates covered by scale of different 

kinds and thickness, either homogeneous or otherwise, are not 

sufficiently well understood, and ace too numeio\3& to *&&£&> v& 
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anything like exact calculation. It has by one observer been 
stated that T ^- inch of incrustation on the tubes of a multitu- 
bular boiler is equivalent to a loss of 20 per cent, of fuel, and 
that the loss increases in a very rapid ratio. 

Another observer has demonstrated that a scale T ^ inch thick 
demands an increase of 15 per cent, of the fuel, and as the 
incrustation thickens the ratio increases thus : when it is i inch 
thick 60 per cent, more fuel is required, at £ inch 150 per 
cent., and so on. Now it is not stated with which particular 
kind of boiler, or for which part of the boiler this statement 
holds good, nor is the nature of the incrustration stated, on 
which its conducting power depends. Most boilers with an 
ordinary draught would be quite unworkable with £ inch of 
scale on the furnace plates, and numerous boilers have scale 
considerably thicker than this over the greater portion of their 
heating surface, without demanding anything like 100 per cent, 
more fuel than when the plates are clean. On the other hand, 
it has been stated, on the authority of Peclet, that a very thin 
coating of incrustration favours the transmission of the heat to 
the water, since it has been observed with new locomotive 
boilers, that the production of steam increases at first, then re- 
mains stationary, and at last decreases. It is probable, how- 
ever, that the increased production of steam observed was due 
to the diminution of the priming which is generally very great 
in new locomotives, and which decreases as the grease and dirt 
are removed, and as the violent ebullition at the firebox 
diminishes when it becomes covered with a thin coating of 
scale. 

It is certain that the uniform coating of sulphate of lime 
formed hard and fast on the furnace plates even ^ inch thick, 
is not so liable to lead to overheating as the thinner, but more 
irregular deposits, that sometimes form like barnacles on the 
plates over the fire, or the scale formed of lime salts mixed 
with organic matter which adheres tenaciously, but does not lie 
close to the plates. Indeed, a few greasy rags lying on the 
plates exposed to the fire will lead to overheating sooner than a 
formidable-looking mass of close-lying and compact incrustation. 
But the deposit that produces most frequently the effects of 
over-heating where they are often least expected, and by many 
considered most unaccountable, is the impalpable powder found 
in the boiler when empty and dry, of which cacboxiate<ai > &c&ft'S& 
the chief ingredient. In consequence oi il^eAi^Vii^^aoiV^^^c^R^ 
it is long held in suspension, and cxyvexa \»\i« wwcfafiftol "**&«* 
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scam. When the water becomes saturated with this substance, great 
resistance is offered to the free escape of the steam babbles, and 
to the free convection of heat. The water is in consequence 
lifted off the plates by the steam that accumulates on their sur- 
face, and allows them to become over-heated. 

The tendency to over-heating is much aggravated, if grease 
or other organic matter be present in the water along with this 
fine floury deposit. The grease appears to combine mechani- 
cally with the carbonate of lime, and when the compound sinks 
on to the plates overnight, or when the boiler is at rest, it 
clings as a loose, spongy mass, too inert to be carried off by the 
circulation or ebullition which it retards, and by preventing the 
contact between the plates and the water, and by offering great 
resistance to the transmission of heat produces over-heating of 
the plates. 

The floury deposit usually consists of at least 60 per cent, 
of carbonate of lime with »mall quantities of carbonate of mag- 
nesia, sulphate of lime, oxide of iron and alumina, sand and 
other impurities. Its colour may be white, grey, slate colour, 
or fawn colour. When found in the boiler after blowing off, 
the colour depends in great measure upon the heat to which 
it has been exposed, being lighter on the furnace plates, and 
those over the hot brickwork, than upon the stays and upper 
part 8 of the boiler. Being easily washed out as sludge when 
the boiler is damp, or swept away as fine dust when dry, the 
presence of this deposit often attracts too little attention, and is 
often overlooked as a cause of over-heating. Its presence is 
usually made manifest by leakage at the seams and fracturing 
of the plate edges over the Are, frequently accompanied by a 
gradual and steady depression of the furnace plates both in 
externally and internally fired boilers. In Cornish and Lanca- 
shire boilers the over-heating is not so much at the crown as at 
the sides of the furnace where the plates frequently bulge in- 
wards a few inches above the fire bars, the crown being at the 
same time forced upwards. The presence of grease in combina- 
tion with the deposit is easily recognised by heating a small 
quantity on a red-hot plate, or in a ladle. Grease is nearly 
always present when the feed is heated by the exhaust steam 
from a non-condensing engine, or is drawn from the hot well of 
a condensing engine. In mauy cases the system of feed heating 
by the exhaust steam, or feeding with water from the hot well 
has to be Abandoned in consequence of the injury done to the 
boiler by the grease so introduced. 
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The tendency to overheating when this carbonate of lime or 
carbonate of magnesia powder is present is naturally much in- 
creased when the furnace heat is intense, either from the nature 
of the coal or the strength of the draught, or from the close- 
ness of the fire to the plates. In fact a very slight increase of 
draught from a difference in the setting of the boiler and 
arrangement of damper, firebars, or bridge, may make a 
decided change in the liability to over-heat. Cases have been 
met with, where, in a series of boilers apparently alike in every 
respect, only one has given trouble from leaking, fracturing, 
and other effects of over-heating, and it is always found that 
this boiler burns the most coals, either from having the best 
draught, or from the fires being forced in consequence of the 
bridge being too high. When the rate of fuel consumption is 
reduced to that of its neighbouring boilers, the trouble from 
over-heating is found to cease. 

That a compact homogeneous mass of incrustation should 
prove less detrimental to the plates exposed to the action of the 
fire than a spongy, less solid, or powdery mass, is easily ac- 
counted for on the principle that loose sand forms a much worse 
conductor of heat than the solid stone from which it has been 
reduced. By way of illustration it may be remarked that if 
we take a kettle or pan, coated inside with i inch of scale, we 
can boil clean water in it with far less risk of over-heating than 
if we take a clean vessel and attempt to boil milk or water 
thickened with oatmeal, or other like substance. 

In the latter case in consequence of the accumulation of the 
steam bubbles on the bottom of the vessel, and the resistance 
opposed to the convection, unless it be promoted by stirring, 
the bottom of the vessel will soon become over-heated, the effect 
of which is well known to those experienced in culinary 
matters. 

On breaking a piece of hard incrustation taken from the 
bottom or sides of a boiler, the fracture generally presents a 
series of layers, partly crystalline and partly amorphous. The 
layers are of different thickness, from that of paper to J inch or 
more. Interspersed with these hard layers formed by the depo- 
sition of the salts, are frequently found thin soft layers of 
earthy matter, which has been held in suspension and deposited 
when the agitation of the water has temporarily ceased. It 
sometimes happens that not two of the numerous layera ucfe 
alike in colour, consistency, or chemical coib^qiV&sii, %» lasfc &*» 
to the disturbing influence at the source oi tYk*tefc&«vv^l % ^a» 
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face of the incrustation next to the plate is very often of a 
black colour, and adhering to it is found a film of oxide of iron, 
whilst the surface of the plate is quite soft, and bears unmis- 
takable Bigns of wasting, sometimes to a considerable depth. 
This is usually caused by the corrosive action of the iron salts, 
and in brackish water by chloride of magnesia (muriate of mag- 
nesium). This last salt is the destructive agent in sea water. 
When concentrated it decomposes at 212°, according to Faraday, 
forming magnesia and hydrochloric acid. The latter on being 
set free rapidly corrodes the iron. 

From water containing salts of iron in considerable quantity 
the incrustation formed has often a red tinge. Chalybeate 
waters are generally highly injurious to the plates, and the film 
of incrustation next to the iron is sometimes of a deep red, 
colouring the water that comes in contact with it through the 
fissures in the scale, by which the presence of these injurious 
salts of iron is easily detected. Some kinds of the softest and 
purest waters deposit small scales in a somewhat curious manner 
over the plates about -J- inch thick, of irregular shape from 
J inch to 1 inch diameter. On removing these the plate 
is found corroded underneath sometimes to a considerable 
depth. 

The means in use and proposed for preventing and removing 
incrustation may be classed as follows ;— 

1. Blowing off. 

2. Introduction into the boiler of chemical agents, to render 
the impurities in the water more soluble. 

3. Introduction of mechanical agents calculated to prevent 
the accumulation of the deposited particles into a solid mass, 
and to diminish their adherence to the plates and tubes. 

4. The employment of internal collecting apparatus, from 
which the deposit can be removed more readily than from the 
plates and tubes. 

5. The improvement of the circulation by braticing or 
separating the upward and downwards currents by plates or 
tubes. 

6. Purification of the water previous to its delivery into 
the boiler by heating, treating with chemical re-agents, or 
filtration. 

7. Surface condensation. 

8. Cracking off the incrustation already formed by suddenly 
expanding or contracting either the scale or the plates. 

9. Removal by manual labour. 
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10. Employment of galvanic or other agents whose action 
is not understood. 

11. Allowing the boiler to cool slowly and completely before 
blowing out. 

1. Blowing off is the readiest, and therefore the most fre- 
quently used means for both the prevention and removal of 
incrustation. In most land boilers the blow-off tap is only in 
communication with the boiler bottom, and in most cases its 
effect is too much localised to be of any great value as a pre- 
ventive of incrustation. But there are many boilers provided 
with one or more internal pipes, extending from end to end 
along the bottom, and in connection with the blow-out tap. 
These pipes are usually carried about 1 ^ clear of the plates, 
and perforated on their under side, where the holes are not bo 
liable to choke up as on the top. The common practice is to 
use this bottom blow-out apparatus twice or thrice a day, with 
the boiler at work. 

When this apparatus is kept in good order, experience has 
shown it to be of marked value where the impurities are heavy 
and sink to the bottom. But when the water contains much 
carbonate of lime and carbonate of magnesia, and other ingre- 
dients of light weight, it is found better to blow off after the 
boiler has been for some length of time quiet, and the deposit 
has had time to settle. 

Perhaps the best indirect proof of the efficiency of the 
bottom blow-out apparatus is shown in the liability of the 
blow-out pipe to become completely furred up if not regularly 
used, when it renders the emptying of the boiler no easy 
matter. 

The fact of the impurities in many boilers being held in 
suspension for some time by the agitation of the water after 
they cease to be soluble, and floating as scum on the surface, 
has suggested the plan of using surface blow-out apparatus. 
Several arrangements of this kind have been invented and are 
extensively used. They are all alike in one respect — they offer 
a quiet place, free from the agitation caused by the ebullition, 
for the deposit to settle in. The deposit that collects is blown 
out at intervals. 

One arrangement, at one time much used, consists of one 
or more trumpet-shaped mouthpieces, in which the scum 
collects, placed in communication by vertical \>i\»o& ^VOev *Ckft> 
horizontal bottom* blow-out pipe. The mov&\i Ha \>esfc» ^a*»^ 
horizontally across the boiler, and facing foe itoift «vA ^° t»»^ 
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the surface currents, which always set backwards from the fire. 
This arrangement is very objectionable when applied to most 
descriptions of internally fired boilers as the pipes, both hori- 
zontal and vertical, greatly increase the already very arduous 
task of cleaning out the boiler bottom. It very frequently 
happens that this interference with the sweeping out and 
cleaning produces a greater evil than it seeks to remove, and 
no permanent advantage can be expected from the introduction 
of pipes or other obstacles aloug or near the bottom of Cornish, 
Lancashire, and similar kinds of boilers. 

In order to act with equal efficiency as the water level rises 
and falls, apparatus have been introduced to float on the water, 
but the incrustation interferes with their freedom of action, and 
in many cases they soon become fixtures. 

Another surface blow-out apparatus consists of a 3-inch or 
4-inch pipe, with a trough cast on its upper side, communi- 
cating with a blow-out tap, usually fixed on the boiler front. 
This, cast in short lengths to admit of being passed through 
the manhole, extends from end to end of the boiler, and is 
fixed so that the top of the trough is just about one inch below 
the mean level of the water. In order to be most effective, 
such an apparatus should be placed in the middle of the boiler, 
but here it would greatly interfere with the cleaning of many 
kinds of boilers ; and for this reason, and also for facility of 
fixing, it is usually placed on one side. It is usual to have 
only one pipe in ordinary sized boilers, but two would answer 
better in a boiler sufficiently large for their admission without 
interfering too much with the cleaning out. 

The single surface blow-out apparatus, just described, has 
been extensively, and in very many cases successfully, used. In 
some cases, however, it has fallen into disuse and been aban- 
doned, in consequence of the little additional amount of labour 
necessitated in keeping clear the perforations along the top of 
the pipe, without which they are liable to become choked up, 
which renders the apparatus worse than useless, as it must 
always interfere with the free access to some part of the boiler. 
The plan of keeping the perforations clear by introducing the 
feed through them has been patented, and has given satisfac- 
tory results. Since it is absolutely necessary that the feed 
inlet should be kept clrair, this plan ensures the requisite 
amount of attention befog paid to the blow-out apparatus. 

An objection sometimes raised against surface blowing out is 
the waste it causes, which is stated to o\\\.w$i roj small 
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advantage it may afford. It may happen that the waste in 
blowing out the hot water may be greater than the loss arising 
from the deposit it is sought to remove. This will, however, 
depend upon the manner of using the apparatus, and as this 
is a matter of some importance, we will consider the principles 
on which its efficiency depends. 

If the deposits were produced merely by the concentration 
of the water, that is, if they were precipitated only on the water 
arriving at the point of saturation ; and assuming the concen- 
tration to be uniform throughout the boiler, incrustation could 
be almost completely prevented by blowing off from any part 
below the water level. In this case it would only be necessary 
to extract a quantity of water containing a quantity of salts 
equal to that contained by the feed introduced. If the feed 
contained 1 per cent, of any salt, and it required 3 per cent, 
to saturate it, there would be no precipitate if one-third the 
quantity of water introduced were blown out, the water in the 
boiler being thus maintained below the point of saturation. 
Ordinary sea water contains about ^ of its weight of common 
salt. As the brine in the boiler should never be allowed to 
exceed treble that strength, the volume discharged should be 
equal to half the volume of water evaporated. In many cases 
it is inadvisable to allow the brine to rise above double the 
strength of ordinary sea water, or to exceed -£- 2 of saltness ; the 
brine discharged should then be equal in volume to the nett feed 
water, or the quantity evaporated. The loss arising from 
blowing out is given at page 308. 

It is evident that the beneficial results obtained from blowing 
out the brine at sea would always be produced with the other 
deposits if they were suspended equally throughout the whole 
body of water in the boiler on ceasing to be in solution. 
Unfortunately, however, nearly all the matters excepting the 
salts of soda are precipitated by the mere elevation of tem- 
perature, and are no longer in solution at ordinary working 
temperatures. The heavy sulphate of lime deposits, the most 
troublesome to remove, are not long held in suspension. It is, 
therefore, useless to rely upon blowing out a large quantity of 
water to prevent the formation of sulphate of lime scale. The 
lighter particles of carbonate of lime, which are longest held 
in suspension when the water is in agitation, although in 
great measure removable by surface blowing wsfc, wn> t*r>\» 
readily extracted by blowing out a large qTwoti&y <ft ^**tes* *&• 
long intervals, as many suppose. CareftiY «ftjfcWN*&ssD. >aa * 
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shown that when either a surface or bottom blow-out tap of s 
land boiler is opened, the deposited matters that have gathered 
in the pipes are copiously discharged all at once. In ordinary 
cases their flow does not last longer than from 5" to 10". 
Unless highly soluble salts, as those of soda, are present, the 
water discharged after this contains but little incrustation 
matter, and the blowing out is therefore only a waste. The 
proper manner of using blow-off taps, where the object is to 
extract the lime and magnesia salts, is to open them at least 
every hour, or as soon as the deposit has had time to accu- 
mulate in the pipe, for about 10" or 12" at a time, rather than 
for 60" or more every three or four hours, which is the prevail- 
ing custom. This practice will doubtless cause a greater 
amount of wear and tear of taps and packing, and will demand 
more attention than is usually given. 

2. The number of chemical substances introduced into boilers 
with a view to increase the solubility of the contained salts, by 
decomposing them, is very large, and their use has been 
attended with widely varying degrees of success. 

Perhaps the most extensively employed of these substances, 
since it is the cheapest as well as one of the most effective, is 
carbonate of soda — the common soda of commerce. White ash, 
or soda ash, being cheaper, is often used instead, but is less 
effective. Soda is found to act well hi preventing and removing 
incrustations, consisting of both sulphate of lime and carbonate 
of lime. The manner in which the soda and the sulphate in 
the water react on each other is readily understood. These two 
salts exchange their acids, the result being the formation of 
sulphate of soda, which is very soluble, and carbonate of lime, 
which, being absent from any carbonic acid in excess, is insolu- 
ble, and precipitates without forming a hard incrustation. The 
reaction on the bi-carbonate of lime contained in the feed water 
leads to the same result — the precipitation of the lime salts. 
The carbonic acid in excess is seized upon by the soda salt, and 
the carbonate of lime is very rapidly precipitated. The carbonic 
add taken up by the alkaline carbonate is however liberated 
again by the heat, and the soda is in its original state, and 
ready to act again as before. This is probably the reason why 
a very small quantity of soda is found to act with such effect in 
a very large quantity of water. 

The carbonate of lime, after settling, which it does moat 

quickly in the quietest parts of the boiler, remains for the most 

part as sludge that can be easily warned ou\»> «&'ta&«&i««&'3 taan 
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stated, and therefore the boiler should be cooled gradually, and 
not emptied whilst the brickwork and plates are still hot enough 
to bake the sludge into a hard incrustation along with the 
sulphate of lime usually found with it. Before settling, this 
precipitate, in consequence of its minute division, is carried by 
the agitation of the water to the surface, and remains for a time 
as a scum, although the specific gravity of the solid carbonate is 
about 2*7. For the above reason, when lime salts are present 
in any considerable quantity, the use of soda should always be 
accompanied by frequent and regular blowing out, to prevent 
priming, and the overheating that is liable to take place from 
the thickening of the water, or from the settling of a large 
quantity of deposit on the furnace plates when the water is 
allowed to become quiet — as at meal times. 

The common practice of introducing the soda is to empty a 
bucketful, or other quantity, in the solid state, through the 
manhole when the boiler is tilled and ready to start after clean- 
ing, or else to drop it periodically, at intervals of a few days, 
through the safety valve, when the steam pressure can be allowed 
to fall. Now, there is one great disadvantage in thus intro- 
ducing soda into a boiler in considerable quantity at a time, 
namely, the tendency it has to cause priming and all its accom- 
panying evils, even to the breaking of cylinder covers, etc. The 
liability to cause mischief from the injudicious use of soda has 
frequently led to its abandonment, and, like many other useful 
agents, the evils attending its abuse are worse than the evils its 
judicious employment would remove. 

The plan of introducing the soda into the water tanks or hot- 
wells of condensing engines from which the boiler is fed cannot 
be recommended, as a great quantity of the water usually runs 
to waste, and consequently no proper estimate can be formed 
of the quantity of soda that actually reaches the boiler. The 
best method in all cases is to dissolve the soda, and introduce 
it continuously with the feed, which can be done by connecting 
the vessel containing it with the suction pipe of the pump that 
supplies the boiler. The rate of flow can be regulated by a 
small tap between the suction pipe and the vessel containing the 
soda. When the boiler is fed with an injector, there should be 
a small tank from which the feed is drawn, in which the soda 
can be dissolved. This tank should be draiued by the injector 
from time to time, to insure the introduction of all tYt&«otafa&fe 
the boiler. The proper amount of soda to \» w»fc& S&Wfc Vsw^ 
by experience. The usual quantity varAaaito»ni \^. to ^V^ ** 
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per day, according to the quality and quantity of the water 
evaporated. With soda ash a larger quantity will be required, 
and with cauRtic soda a smaller quantity. 

When used in excess, soda is by many considered to destroy 
the engine packing, and to attack the brass work below the 
water level, such as the water gauges and other mountings on 
the boiler front. There can be no doubt that the brass taps 
and valves often require more frequent regrinding to keep them 
tight when soda is used in the boiler. This, however, may be 
attributed to the increased amount of fine grit and powder 
caused to float on the surface, which acts rapidly on the brass 
wearing surfaces, and is another reason why an efficient surface 
blow-out should be provided when soda is used in water con- 
taining much carbonate of lime. 

Soda does not act injuriously on the boiler plates, unless the 
salt is concentrated from want of sufficient blowing off, or 
unless the soda itself is impure, and contains acids. Yet it 
has often been charged with causing internal corrosion in all its 
various forms. The belief in its injurious action has in many 
cases arisen from the following cause. In boilers fed with water 
containing corrosive impurities, together with matters that form 
a thick incrustation, the damage done by the former is in time 
to a great extent prevented, and sometimes altogether con- 
cealed by the scale formed. On employing soda, and particularly 
caustic soda, to remove the incrustation, the defects in the 
plates, whose presence may not even be suspected, become ex- 
posed, and being attacked anew by the acids in the water used 
for washing out the boiler, which are not neutralized by the 
soda, are caused to " bleed." This gives them the appearance 
of having been recently formed, and their presence is at once 
set down to the action of the soda. 

This leads us to the consideration of another valuable 
property of common soda, namely, its power of neutralising the 
free acids so often found in the purest waters used for boiler 
feeding, as well as in those containing large quantities of im- 
purities, and which are the direct cause of pitting and other 
forms of corrosion. The introduction of about half a pound of 
soda per day into an ordinary large-sized boiler is generally 
found sufficient to prevent, or at least to greatly mitigate, any 
corrosive action. 

The well-known property soda has of dissolving and removing 

grease, which constitutes one of its chief values when used for 

domestic purposes, readers it very useivA V& wws&\xi\5x^ the 
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difficulty often caused by the presence of grease in the water. 
The foaming up of the water is increased by the addition of 
soda when grease is present. This, if allowed to take place to 
any great extent, is liable to give trouble by priming ; and 
again, on this account, a scumming apparatus or surface 
blow out should be used whenever soda is used with greasy 
water. 

The low price of soda-ash leads to its use instead of common 
soda ; but it is often sold in a very impure state, and mixed up 
with other matters whose introduction into the boiler had bette 
be avoided. 

Caustic soda is also used, but is said to have a slightly corro- 
sive action when concentrated. It removes hard sulphate of 
lime incrustations more rapidly than common soda, and should 
be employed in smaller quantities. Its use should always be 
accompanied with frequent blowing off. 

Potash, or carbonate of potassa, acts with salts of lime and 
magnesia nearly in the same manner as common soda. Carbo- 
nate of ammonia acts similarly on lime salts, but does not pre- 
cipitate magnesia. 

Chloride of barium or muriate of baryta decomposes sulphate 
of lime, forming sulphate of baryta, which is precipitated. The 
chloride of calcium or muriate of lime left behind is very solu- 
ble, but when allowed to become concentrated is liable to lead 
to corrosion. 

The above, and many other chemical compounds, have berk 
recommended for the prevention of incrustation, but as none of 
them can compare, commercially speaking, with soda, they are 
not likely to be much used. 

Catechu, nutgalls, and other astringents containing tannic 
acid, have been found effective in preventing and removing in- 
crustation. The tannic acid decomposes the lime salts, and 
forms tan n ate of lime, which is insoluble at first, and forms a 
scum which should be removed by surface blowing off. The 
remaining soluble constituents should also be blown off fre- 
quently, as their concentration is liable to tell severely on the 
iron unless the acids be neutralised by sufficient alkaline sub- 
stances purposely introduced. Where tannic acid is found to 
act well, perhaps the best mode of supplying it is to suspend in 
the boiler a log of oak wood with the bark on, from which the 
acid is gradually extracted. In all cases where taftma wsA V^ 
used, its effect on the plates and tube* &\iwi\& \ye> <s»x&\&?& 
tfstched. 
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Sal-ammoniac, or muriate of ammonia, has also been success- 
fully used for preventing and removing incrustations, consist- 
ing chiefly of carbonates of lime and magnesia. The chlorine 
contained in it forms with the lime chloride of lime, which is 
soluble, and can be got rid of by blowing off. The remaining 
compound, namely, carbonate of ammonia, is soluble, and also 
volatile, and may pass off with the steam ; but when it becomes 
concentrated, it attacks the plates and brasswork about the 
boiler, and on this account the use of sal-ammoniac is said, in 
many cases, to have been abandoned. 

For removing incrustation already formed, hydrochlorio or 
muriatic acid has been recommended. It is usual to introduce 
it before the boiler is cooled down previous to cleaning. It 
dissolves the deposits of carbonates of lime and magnesia, form- 
ing the soluble chlorides of lime and magnesium, which pass 
away with the water on emptying, or being in a state of sludge 
can be readily washed or swept out. Unless used with very 
great care this acid is very liable to attack the plates and tubes 
seriously, and on this account its employment cannot be recom- 
mended. Arsenical and other compounds have also been re- 
commended and used in a limited degree. One important 
circumstance in connection with the employment of these sub- 
stances should be noticed. On account of the expense attend- 
ing their use it is too often recommended not to blow out the 
water from the boiler for a length of time, during which the 
boiler is working, in order to get the utmost benefit from the 
ingredients. The effect of this is to thicken the water to such a 
degree by the concentration of solid matters as to endanger the 
safety of the boiler from overheating. 

It frequently happens that there is a choice of two waters 
for feeding the boiler ; the one a spring or brook, containing 
ingredients that form a hard incrustation, the other a surface 
water containing peatly or other acid substances, which act 
injuriously on the plates, but at the same time dissolve the 
calcareous matters deposited by the first." In such cases it is 
found of great advantage to play one water off against the 
other, the hard water being used first to protect the plates, and 
the other afterwards to remove the incrustation formed. 

The use of chemical substances for preventing and removing 
scale by rendering it soluble is most required in boilers inacces- 
sible for hand cleaning, or for the solution of large fragments of 
scale that have been loosened or detached by agents that act 
mechanically ; and as such boiler* cauno\»\tt ^U. ^x^mined 
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internally, the greater care is necessary not to introduce any- 
thing into them that is liable to injure the plates. 

3. The substances used to act mechanically in preventing 
and removing incrustation by decreasing the cohesion and ad- 
hesion of the deposited particles, are even more numerous than 
those employed to act chemically in decomposing aud dissolving 
the solid matters. In fact it is difficult to mention any common 
commodity that has not been employed to prevent incrustation 
in one way or the other, although the manner in which different 
substances may act is often not understood by those who employ 
them. 

The substances that act mechanically may be divided into two 
classes, namely, first, those that envelop the precipitated solid 
particles in a glutinous or slimy coating, which prevents their 
adherence to each other, and to the plates and tubes ; and, 
secondly, those that act by diffusion among the particles, so as to 
prevent their cohesion by interposition. Belonging to the first 
class are such articles as Irish moss and some other species of 
marine algae, potatoes, tallow, oil, starch, linseed, sugar, 
molasses, stearine, gum, dextrine, and a host of similar in- 
gredients. Flitches of spoiled bacon have been cut up and put 
inside boilers, bones and all. In a few instances whole dead 
carcases of pigs, dogs, rabbits, and other animals, have been 
introduced, with the object of boiling the fatty matters out of 
them. The danger of using such expedients as those last 
enumerated need not be dwelt upon. However well the use of 
greasy substances may have been found to answer in individual 
cases, it has nevertheless been the cause of an immense amount 
of trouble. It has already been pointed out that grease is a source 
of danger in a boiler, and on no account should it be used, 
especially when the feed water contains carbonates of lime and 
magnesia. The majority of the above substances are largely used 
in different countries ; and the benefit resulting from their em- 
ployment in many cases cannot be disputed. But the common 
practice of introducing lumps of tallow and other substances 
cannot be too strongly condemned. The tallow of commerce 
varies considerably in its nature, and in its behaviour inside a 
boiler. It is usually assumed that it melts immediately the 
water becomes hot, but there are numerous instances of large 
pieces of unmelted tallow having been found inside a boilei 
after working for two months at 40 lbs. pressure oc tram* 'Va. 
some cases the tallow seems to change it»ii&taxe oii\»fcatoa»^V 8t "' 
meated by the steam. It sometime* comb\i»a , <*n^^* ^^^^^^ 
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matters, and forms into small round balls, by being rolled about 
the boiler bottom. These are easily removed when the boiler 
is cleaned out, but are liable to cause trouble if they lodge on 
the furnace plates. The tallow appears to combine with the 
lime salts, forming an insoluble soap, which will remain for 
any length of time unaltered in the boiler. The introduction 
into a boiler of some of the glutinous substances mentioned has 
sometimes a wonderful effect in detaching large pieces of incrus- 
tation that can only be likened to flags. The greasy matter 
insinuates itself in an irresistible and curious manner between 
the layers of scale and the plates, and the variations of tem- 
perature or a few blows with a hammer complete the detach- 
ment. Some of the more viscid substances act better than oil 
in this respect : they appear more searching and tenacious. 

Belonging to the second class are clay and similar substances, 
which are mixed with water and introduced along with the feed. 
Mixing intimately with the other solid particles as they become 
disengaged, the clay prevents their cohesion. This action is, 
however, by no means certain, and it is obvious that this ex- 
pedient only adds to the solid matters held in suspension, which 
too often find their way to the engine cylinder, and are very 
liable to settle upon the furnace plates when the damper is 
closed and the boiler is quiet at meal times and over night. 
Experience has proved the disadvantage of this method, and it 
is now but very rarely employed. Colouring matters, such as 
logwood, are found to act in a similar manner to the above in 
preventing the cohesion and accretion of deposit. They are 
introduced either in the form of powder or chips. In the 
former shape, however, the substance is likely to cause trouble 
at the cocks and valves. 

In order to prevent the adhesion of the deposited matters, it 
is a common practice to smear the plates and tubes over with 
slimy or oily mixtures every time the boiler is emptied and 
cleaned. A favourite mixture consists of tallow, black lead, and 
soft soap ; railway grease and other similar substances being 
sometimes added. Provided the coating of grease is thin, and 
laid carefully on with a brush, it is far less objectionable than 
the introduction of grease into the boiler in large pieces, or 
even in a fluid state, when it is always liable to stick to the 
plates and cause overheating. There are many cases where 
boilers fed with water containing sulphate of lime have been 
kept very free from incrustation wVven.iha smearing is frequently 
and carefully carried out. 



INCRUSTATION. 179 

There is yet another way in which foreign particles added to 
the feed water, and which have no tendency to cohere or con- 
glomerate, act in preventing the hardening of the incrustation 
on the plates. They form nuclei, round which the particles of 
lime and other salts collect before they subside. These centres 
of deposit do not readily agglomerate, and can be easily removed 
by washing out. Sand, and sawdust of different kinds of wood, 
but principally mahogany, have been used with this object. 
The great objection to this method in some cases is the liability 
of the small foreign substances to be carried over into the 
cylinders, and there cause trouble ; and the employment of 
such a substance as sawdust is not conducive to safety and con- 
venience in working the taps and valves about the boiler. 

A great number of the proprietary anti-incrustation compo- 
sitions act mechanically, others depend upon a chemical action 
for their alleged efficiency, whilst a few aim at supplying both 
modes of action for the prevention and removal of incrustation. 
These compositions are often sold as being efficacious with all 
kinds of water. The possession of any such efficacy is scarcely 
worthy of emphatic denial A composition that may act bene- 
ficially in one kind of boiler, and with a certain water, may 
prove actually dangerous when used under different conditions 
of boiler arrangement and water. The remark may be here 
repeated, that with a view to prevent wasting any of the 
composition, often purchased at an exorbitant price, a recom- 
mendation is frequently given not to blow off the boiler for some 
time, perhaps a week, after the composition is introduced, in 
order that it may be used to the greatest advantage. This 
advice should never be followed, as the bottling up of a boiler 
for a length of time, and thereby concentrating a large quantity 
of carbonates of lime or magnesia, in combination with greasy 
or glutinous matters, is attended with great risk of overheating. 
There is also another consideration which should not be over- 
looked : the purchase of these nostrums has often an indirect 
tendency to make matters worse rather than to improve them, 
for their certain efficacy is so highly lauded by the vendors that 
the boiler attendants think they have nothing else to do than 
introduce the composition according to directions, and spare 
themselves all further trouble of carefully removing the scale 
by chipping or washing out when the boiler is periodically, 
emptied. The result of this is annoyance, ex^w&e, v(A wteaak. 
danger. Instances may be cited wnere in© \>\a<&»s» ol ^ ^3^- 
"known anti-incrustation compound to \»n» wtoafc. <& -oawft^ 
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£200 per annum has only resulted in shortening the life of the 
purchasers' boilers by 50 per cent. 

4. Besides the bottom and surface blow-out apparatus, the 
plan has also been tried of suspending in the boiler independent 
vessels of various descriptions, blocks of wood, pieces of sheet 
iron, and other suitable contrivances for the deposit to settle 
upon instead of upon the plates. These can be taken out of 
the boiler and the scale removed by hammering, or cracked off 
by sudden expansion and contraction. This principle is most 
fully carried out in the method, which has been to some extent 
adopted, of lining the boiler shell with a series of short lengths 
of plate, which are kept a few inches distant from the boiler by 
suitable distance pieces, forming, in fact, a duplicate bottom 
and sides, which terminate a few inches below the water leveL 
By this means the passage for the escaping steam particles and 
ascending current of water is contracted, and the rapidity of the 
circulation increased in proportion. The solid matters carried 
by the circulation over the top of the plate are deposited on the 
inside lining, where the water is comparatively quiet, whence 
they are removed bodily with the lengths of plate through the 
manhole. It is obvious that this plan is most applicable to 
plain cylindrical boilers. The objection to it appears to be the 
difficulty it offers to cleaning and examining the boiler plates 
when the casing becomes too thickly coated with a hard incrus- 
tation to admit of ready removal and replacing, which it will 
inevitably do in course of time, with very bad feed water, unless 
care be taken that the boiler is not cooled down rapidly 
previous to emptying for cleaning. So long as the boiler 
is gradually cooled and emptied cold much of the deposit 
will remain soft, in which state it would also be found, at 
least to a great extent, under the same conditions without the 
casing. 

5. The prevention of the deposition of the solid matters 
where they would prove troublesome, is effected by improving 
the circulation of the water either locally or throughout the 
boiler by the method last noticed, and other similar devices, as 
well as by the addition of water tubes in Cornish and Lanca- 
shire boilers. There are several patented arrangements of 
tubes for improving the circulation and increasing the Amount 
of heating surface in boilers of limited size, which are said to 
remain free from scale by virtue of the circulation maintained 
within them. This is true with moderately good water, and 
wfrere they are well attended to, W mtia. very Y>a& fsfed water 
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and ordinary attention most kinds of " improved circulation " 
tubes will be found to give trouble. 

6. The employment of external collecting vessels in which 
the calcareous and other -matters are deposited previous to the 
entrance of the water into the boiler has long been in vogue as 
a preventive of incrustation. The carbonate of lime may be 
precipitated in close or open vessels or in pipes, by the applica- 
tion of the waste heat from the boiler, or by heating the water 
with the exhaust steam. In order to throw down any con- 
siderable quantity of sulphate of lime, the water must be very 
highly heated, and pipes placed in the flue may be employed. 
It is evident that this is only removing the annoyance one 
degree, as the incrustation which forms in the secondary vessels 
in its turn requires removal. It is on this account that this 
mode of purification is not more extensively adopted. It must, 
however, be urged in favour of this system that when the cal- 
careous matters are extracted in sufficient quantities to keep the 
boiler in a satisfactory condition, the danger from overheating 
should be removed. 

Dr. Clark's well-known process of purification comes under 
this head. Instead of applying heat, this method consists in 
adding a measured quantity of lime in solution to the water 
containing bicarbonate of lime. The added lime combines 
readily with the carbonic acid, and the resulting carbonate of 
lime is precipitated along with the disengaged carbonate which 
was held in solution as a bicarbonate. 

When the water contains also sulphate of lime, this may be 
subsequently precipitated by the addition of soda salts. Indeed, 
both the lime salts could be precipitated in a single process by 
a solution of carbonate of soda, but the double process would 
probably prove less costly in the long run. In these chemical 
processes the water should be analysed, and the proper amount 
of lime or soda to be added determined by actual test. Where 
the quantity of lime salts varies considerably at different times, 
these chemical processes are scarcely applicable, in consequence 
of the number of tests necessitated to arrive at the proper 
quantity of lime water to be added. Clark's process has been 
employed to some extent with success, but it appears too deli- 
cate in its application to come into general use. When com- 
pletely carried out, the purified water requires filtering, and this 
necessitates the employment of two or three peparate tanks..* mjA. 
an amount of attention which is not ^asliiVy oVtaftnedu 'V** Ss» ^to<- 
bablv only where the water available is »o \mA *a V> ^ «\pa&* 
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• 

unfit for use that this system is employed. The space occupied 
by the external collecting vessels and their additional weight, 
renders the plan inadmissible in many cases. It may be re- 
marked that many of the anti-incrustation compounds might be 
applied with more advantage and less danger in external purify- 
ing vessels than in the boilers. 

7. In those cases where the feed water holds much foreign 
matter in suspension, usually in the form of sand or clay, it 
is advisable to resort to nitration, by forcing the water up- 
wards through a series of layers of pebbles, bones, or other 
suitable materials. These, in their turn, require frequent 
cleaning, which is usually best effected by turning on a 
current of steam or hot water through them as often as found 
necessary. 

8. The system of surface condensation, found so efficacious 
with salt water in sea-going steamers, has made remarkably 
little progress in its application to land boilers and condensing 
engines. 

This system consists in passing the steam from the cylinders 
in one direction over the internal or external surface of a num- 
ber of tubes, where it is condensed by contact with the surface, 
cooled by a stream of water (or, more rarely, by a current of 
air) passing continually in the other direction and on the 
other side of the tubes. The condensed steam is thus ren- 
dered capable of being used continuously over and over again 
in the boiler. There can be no doubt that this method could 
be applied with advantage in using many descriptions of water 
acidulated, or impregnated with salts that cause trouble in the 
boiler. 

It has been found that very pure or distilled water acts 
injuriously on the plates, and in most cases where surface con* 
densation is used it is advisable to allow the in tern al surface 
of the plates and tubes to become covered with a very thin 
coating of incrustation, in order to protect them from the 
corrosive action of the water. This coating, in some cases, it 
will be found necespary to renew from time to time by using 
a certain quantity of water containing lime-salts, which it may 
be necessary to supply artificially. 

In some surface condensers the side of the tubes in con- 
tact with the steam is found to become coated and clogged 
with grease. This can be best removed by washing with au 
aqueous solution of soda or potash. 
In using sea water for surface contanaaXVou no tawble is 
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likely to arise with the water side of the tubes ; but in using 
fresh water, containing bicarbonate of lime, the elevation of 
temperature will cause the precipitation of the lime salt, 
which will rapidly incrust the surfaces it comes in contact with* 
and so impair the efficiency of the apparatus. It is, perhaps, 
on this account that surface condensers are not so applicable to 
many kinds of fresh water as to sea water. 

It has also been found that the grease carried over from the 
engine cylinders, in using the condensed steam unchanged for 
a lengthened period, acts injuriously in pitting the plates and 
iron tubes of the boilers. This defect has been ascribed by 
many to the decomposition of the grease and tallow by the- 
protracted action of the steam and hot water, by which a fatty 
acid is formed that attacks the iron where the grease lodges. 
The fact of small particles of brass and copper having sometimes 
been found in the pitted holes, has given rise to the opinion 
that the corrosion is due to galvanic action. This supposition is, 
however, rendered improbable by the fact of the pitting being 
often more marked when no brass or copper is, or can be, 
present. The action of the acids can be prevented by intro- 
ducing solid carbonate of lime or other substances having 
Bimilar chemical properties, which will form with the acid a 
solid insoluble soap. This plan is, however, open to the 
objection that the heavy compounds are liable to settle upon 
the plates or tubes, and cause overheating. 

9. When incrustation has once formed the safest plan for 
its removal is to chip it off carefully with suitable tools. 

This is sometimes a most laborious and slow operation where 
the construction of the boiler is at all complicated and the 
scale is refractory. In such cases the chipping is by no means 
a simple process, and the ingenuity of the engineer is often 
taxed to devise suitable tools for acting effectively on inacces- 
sible parts of the boiler. The chipping should always be care- 
fully done, so as to injure the surface of the plates and rivet 
heads as little as possible. By rough and careless workmen 
the indentations made in the- iron with the chisels and pick* 
only serve as so many points for the firmer adhesion of the 
scale subsequently formed, and from which it is always more 
difficult to remove than from the unbroken surface of the 
plates. Any corrosive agent present in the water has also a 
better opportunity for attacking the iron when tha wasfofiRkS** 
broken. 

10. Perbapa the most objectumdA* me^uA <& *«»«*»* 
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the incrustation, although frequently employed, is to crack 
it off by suddenly contracting or expanding the plates or 
the incrustation itself. The contraction is effected by sud- 
denly letting into the boiler, after blowing off with the steam 
up, a volume of cold water, or opening wide the furnace 
doors, chimney damper, and entrances to the flues as soon as 
the fire is drawn. This is often found to bring the scale off 
in large fragments, or so to loosen it that it falls off during 
the subsequent working of the boiler, if it does not readily 
admit of being immediately hammered or wedged off. The 
consequences likely to arise from this reckless practice are too 
obvious to require special comment, suffice it to remark that it 
has directly caused the destruction of many a boiler, and indi- 
rectly the loss of many a life. It is an expedient too often re- 
sorted to by attendants who have an interest in showing the 
apparent efficacy of many worthless boiler incrustation remedies. 
Unscrupulous vendors of compositions and other alleged methods 
of removing incrustation have been known to bribe boiler 
attendants, who, in order to convince their employers of the 
alleged benefit arising from the use of the vaunted nostrum, 
are compelled to have recourse to the reckless measure in 
question. 

The removal of scale by expansion is effected by cooling 
the boiler down, either suddenly or gradually, and allowing it 
to stand until quite cold, when steam superheated, or as hot 
as it can be procured, is let suddenly into the closed-up 
boiler. This has the effect of causing the incrustation to ex- 
pand more rapidly than the underlying plates, when it breaks 
and falls off, or loosens its hold sufficiently to admit of being 
easily removed by manual labour. This expedient is only 
sometimes successful, but is always attended with a risk of 
starting the beams and joints, and so causing injury to the 
boiler. Its use cannot therefore be recommended. It has 
often been tried and failed, especially when the outside of the 
boiler is still warm, and the incrustation is covered with 
moisture, which prevents the sudden effect of the steam where 
it is required. 

11. Attempts have been made at various times to prevent 

the formation of scale, and to remove it when already formed, 

by magnetism. The manner in which the electric current is 

induced in some of the so-called magnets that have been em- 

ployed. is by no means clear, and in some instances the pro- 

duction of any eiectric action is mote ttabh ta\ftAfca\* ioid^ 
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even supposing a current to be produced by the disturbance of 
the electric equilibrium, in the disengagement and discharging 
of the steam, the whole electric force, even when concentrated, 
is probably so small in amount under the unfavourable con- 
ditions found in a boiler, as to be of no practical importance. 

Again, the manner of action of the electric current in pre* 
venting the deposit from forming or hardening is not known. 
Whether a vibration of the plates and tubes is caused, or 
whether they are made to expand and contract continuously, in 
such a manner as to loosen the scale and prevent its adherence, 
is by no means clear, and it is certain that any such actions 
could only prove detrimental to the boiler. 

The employment of electricity as an anti-incrustative agent 
is almost abandoned at the present day, but we may shortly 
expect a revival of it in one form or another. 

That this means of removing scale has been stated to be 
successful on what should be good authority there can be no 
doubt. But in more than one case it has been found that 
gold and not electricity was the agent to which the incrustation 
yielded. Any unscrupulous boiler attendant, by suddenly 
cooling the plates when emptying the boiler, can produce 
results which he can ascribe to the efficacy of any kind of 
anti-incrustator it may be to his interest to extol. 

12. The simplest, and at the same time the most neglected, 
method of preventing and removing incrustation, is to allow 
the boiler to cool as gradually as possible, and to stand with 
the cold water in for a few days before emptying, which should 
be done frequently. By this means, which, however, in most 
cases requires the use of a spare boiler, the deposits are saved 
from being baked hard and fast to the plates, and the sulphate 
of lime already indurated has an opportunity of redissolving in 
the cold water, and on emptying a boiler with moderately bad 
water, a much greater amount of silt, mud or sludge will be 
found all over the inside below the water line than when the 
boiler is blown out with steam up. 

Now, the difficulty of getting men to undertake the unplea- 
sant job of wallowing amongst this wet mud in the attempt to 
brush it out of some kinds of boilers is the principal objection 
the advocates of this plan have to contend against. The labour 
can, however, be much shortened by washing out the sludge 
with a hose pipe when a head of water is available *&&»($>.» 
by this simple method, and the use of & sm»\\ <^qa»&\\>? <& *kA^» 
have been relieved from the evil of thick. ui©r\»tevwstt. *Sx*fc "3a» 
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failure of many expensive boiler compositions. Against this 
method it is sometimes urged that the bottom blow-out pipes 
become choked up unless the bofler contents are emptied while 
there is still a considerable pressure after the fires are drawn. 
This objection always proves a defect in the arrangement or 
attention to the blow-out apparatus rather than any defect 
involved in the principle recommended. When it is required 
to cool a boiler down rapidly, it will be found best to run in 
cold water at the same rate as the hot water is discharged. 
By this means the cooling is effected rapidly, but gradually and 
uniformly. 



CHAPTER IX. 

WEAR AND TEAR. 

From the hour a boiler is set to work it is acted upon by 
destroying forces more or less severe and uncontrollable in their 
work of deterioration. These forces may be distinguished as 
chemical and mechanical. In most cases they operate inde- 
pendently, yet they are frequently found acting conjointly in 
bringing about the destruction of the boiler, which will be more 
or less rapid according to circumstances often difficult to detect 
or fix upon with certainty. 

Corrosion, internal and external, but more especially the 
latter, is the malady that most boilers are liable to suffer from. 

Internal corrosion presents itself in various forms, each 
having a character of its own, but only sometimes strongly 
marked. These are usually designated as — 1, uniform corro- 
sion or wasting ; 2, pitting or honeycombing ; and 3, grooving. 
The first mentioned is the effect of the chemical action of the 
feed water or substances introduced into the boiler ; the second 
is also due to chemical agents, assisted, as held by many, by 
galvanic action ; the third is due to chemical and mechanical 
action combined. 

By uniform corrosion is meant that description of wasting 
of the plates or tubes, where the water corrodes them, iu a 
more or less uniform and even manner, in patches of consi- 
derable extent, and where there is usually no well-defined line 
between the corroded part and the sound plate. Although 
seldom so uniform in its effects as ordinary rusting, this corrosion 
yet approaches it in its character and effects. The presence of 
this as well as of the other kinds of corrosion is generally not 
difficult to detect. Even when covered with a considerable 
thickness of incrustation itsv presence is often revealed on 
emptying the boiler by the " bleeding " or red streaks^ "«V<s£fe 
the scale is cracked. But in some oase*, fc^en -w\\st* VJaa ^sfc»^ 
are free from incrustation, uniform. coxioaioa > m coTOBqpw&s* A 
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its even surface and the absence of any well-defined limit to its 
extent, may readily escape detection. Often, when actually 
discovered to exist, the depth to which it bas penetrated can 
only be ascertained by drilling holes through the plate aud 
measuring the amount of material remaining. With lap joints 
the thickness remaining at the edge of the plate and round the 
rivet heads may serve as a guide to the amount of wasting ; but 
this may prove treacherous, since the adjacent plates may both 
be corroded to an equal extent along with the rivet heads, 
which will give the edge of the plate the appearance of having 
the original thickness. 

One of the most remarkable ciroumstances in connection with 
all kinds of corrosion is the apparently capricious manner in 
which it makes its appearance. For example, in two boilers 
alike in every respect, fed with the same water, and subject to 
the same treatment, one may be found attacked at the front end 
and at mid-height, whilst the other may be affected only on the 
bottom at the back end. In such cases there can be little 
doubt that the difference in the quality of the plates for re- 
sisting the corrosion has much to do with the apparent caprice 
of the acids in the water. The water from some wells and 
mines, and from certain canals and streams, attacks the plates 
violently only at the water line, whilst throughout the rest of 
the boiler the plates are comparatively or absolutely unharmed. 
In some instances this is very marked, the injury done to hori- 
zontal boilers being confined to a belt of about 6 inches or 
8 inches at the water level, and in long vertical boilers to a belt 
of about 24 inches, according to the range of the water leveL 
The boilers in some districts are attacked by surface and well 
water only on the bottom, whilst in neighbouring districts the 
tubes are attacked more than the shell, or vice versd. In one 
case the corrosion is chiefly confined to the bottom of the fur- 
nace tube, in another it is limited to the narrow water spaces 
at each side of the tubes in Lancashire and similar kinds of 
boilers. The water in some localities, whilst but slightly acting 
upon the body of the plates, attacks the rivet heads or edges of 
the plates and angle irons. Sometimes it happens that it is 
mainly the transverse seam rivet heads and plate edges that are 
attacked, sometimes the longitudinal seams ; out of 100 rivets 
10 may be seriously affected whilst the rest remain sound ; or 
the outer courses of plates on the bottom are affected more than 
the inner courses. The stays are often far more rapidly wasted 
than the plates. A screwed stay wiW. \>e> V\oWW^ «&M&k&d at 



WEAR AND TEAR. 189 

the thread whilst the unbroken or turned surface will escape. 
In fact, it is almost impossible to conceive any vagary the acid 
in the water could commit, examples of which are not to be met 
with. This apparently capricious action of the corrosive agents 
is to be ascribed to their gravity, to their concentration in 
certain parts of the boiler, to their action being increased where 
the temperature of the plates is highest or lowest, to the circu- 
lation of the water, to the nature of the iron, and to other 
more hidden causes. 

With the feed water from one supply only, corrosion is found 
more often under an incrustation of sulphate of lime than under 
one consisting chiefly of carbonate of lime. In many boilers fed 
with water containiug the former salt a coating of oxide of iron 
of a black colour may be found adhering to the detached scale, 
which as often as it re-forms and is broken off brings with it a 
fresh film of oxide. 

Another peculiarity worthy of notice is the different manner 
in which the plates and rivet heads behave with different kinds 
of waters after the wasting has been going on for some time. 
In most cases the corroded iron is readily removed, if it does 
not come off without means being taken to detach it. But 
cases are to be met with where the corroded iron adheres tena- 
ciously to the sound plate beneath. In such cases considerable 
force is required to remove it, and the presence of the corrosion 
is not suspected until the hammer or pick is forcibly applied. 

It is the opinion of many that the presence of a small pro- 
portion of carbon in steel will preserve it in a great measure 
from the wasting effect of bad feed waters. No doubt it does 
so almost totally with some waters, but with others it appears 
to have the opposite effect. 

Unlike ordinary internal corrosion, the extent of the effects 
of pitting and honeycombing are well marked by the sharply 
defined edges they present. The term honeycombing is most 
aptly applied when the plates are indented by very small holes 
close together. Pitting may be defined as confluent honey- 
combing, and is found in holes and patches varying from 
£ inch to 12 inches diameter, and assumes most irregular forms. 
The depth of the cavities varies from -£$" to £ inch or more. 
This form of corrosion is certainly most capricious in its attacks. 
It may be found on every plate of a boiler in contact with the 
water, and sometimes in the steam spaces and domes, \ ort\\» xs^ 
be found only on a single plate either ahoy© ot "Vw&oro H>aa nwfcwt. 
line; whilst the remainder bear no trace* oi Q©TWJ«^s»&. , *A M fc* !,WB *• 
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Boilers fed from the same water main and worked tinder similar 
conditions are sometimes found pitted in strangely different 
manners. Out of half a dozen boilers made of plates of the same 
brand, and worked side by side, one may be found so severely 
pitted as to require the renewal of one or more plates, whilst 
the other five boilers remain not at all or scarcely affected. 

The mysterious manner in which pitting so often occurs, and 
its peculiar character, have not yet been altogether satisfactorily 
explained. It was once commonly ascribed to voltaic action 
between the iron plates and the brass tubes when found in loco- 
motive boilers, but this theory was found to break down when 
the same pitting was found in similar boilers with iron tubes, 
and having neither copper nor brass near the portion affected. 
It was then advanced that the voltaic action took place between 
the different qualities of the scraps composing the plates, which 
are understood to exhibit different electric conditions, the 
electro-positive metal of the battery acting on the chemical 
solutions in the water, and becoming decomposed. Then it 
was advanced by the supporters of this theory that pitting 
would not occur with an electro-homogeneous metal such as cast 
steel, since the third element would be wanting. But cast-steel 
plates have been found to suffer from pitting as much as iron, 
and even more with some waters ; yet with other waters which 
severely attack wrought iron steel is found not to suffer in the 
least. The pitting of cast steel either proves that it is not the 
electro-homogeneous metal it was supposed to be, or that the 
pitting of boiler plates is not due to galvanic action, unless the 
electro-negative element, as well as the exciting agent, be 
present in the water. The sharpness of the edges of the cavities 
is stated to be increased as the intensity of the voltaic 
action increases. 

After all that has been said and written on this question it 
would seem that the phenomenon of pitting can in most cases be 
just as satisfactorily explained as being the result of simple 
chemical action without the aid of galvanism. 

The concentrated acids of the water will attack the moat 
susceptible portions of the plates. Whether the plates in the 
steam space are attacked or not will depend upon the nature of 
the acids, whether they are volatile or not, or whether the liquid 
acid is carried into the steam space by priming. 

The wasting of the inside of locomotive firebox shell plates 

round the copper stays is generally set down to voltaic action. In 

~"bat degree this may be the actual c&uae eraitf&Teftft&y \»dsta« 
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mined, but there can be no doubt that the wasting of the 
plates round the holes is in great measure due to the injury 
sustained in punching, which renders the iron more susceptible 
to the action of the water. Drilling instead of punching the 
stay holes has been attended in some cases with good results, 
enabling the plate to hold out much longer against the wasting 
effect of the water. 

The rapid local wasting of locomotive firebox stays where they 
pass through copper plates, which often occurs when certain kinds 
of feed water are used, is perhaps the most conclusive evidence 
of the presence of galvanic action. I inch bolts become re- 
duced in a few years to half their original diameter inside the 
hole, whilst the thread in the copper plate remains perfect, and 
the bolt is not affected by 'corrosion about an inch from the 
copper plate. The wasting often commences first at the stays, 
near the firebox crown, where it is probably induced by the 
bending action due to the expansion of the plates, which is 
most severely felt at this part. 

As to the means to be employed for preventing internal cor- 
rosion, the surest is obviously to abandon the use of water 
which has a corrosive effect upon the plates. At mines where 
the bad feed water is drawn from the ground it can sometimes 
be replaced by surface water more free from acids, and in cities, 
when the well water is found to injure the boiler, it can 
generally be replaced by the town supply of a better quality. 
There are, however, cases where the expense of using towns' 
water is so great that it is found more economical to employ 
corrosive well water, and lay down a new boiler every five or 
six years. This practice is however attended with great risk, 
on account of the temptation to use the corroded boiler to the 
last minute of safety. 

When the water is found to affect the plates only in par- 
ticular places, as at the water level, it is well, on the score of 
economy, to introduce thicker plates in such places, and to 
arrange them so that the seams of rivets, which are the 
weakest portion, do not come within the region attacked by 
the water. There exists great prejudice against introducing 
plates of different strength into a new boiler shell, in conse- 
quent of the non-uniformity of strain throughout the structure 
it involves, which in many cases is already more than desirable. 
But the question arises, is there any greater disadvanto^b \sv 
having the non-uniformity of strength ato ^«\^^ini\isk% VSqbscl *fc» 
the middle of the life of the boiler, vino* \fob Vn^aXw^fcS ^ 
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strength must, under the circumstances we are considering, 
necessarily occur at one time or another ? There appears to be 
no sound reason for hastening the time for repairs, by making 
the strength uniform at first, when it is known that it cannot 
long continue so. 

When there is no choice of feed water, the simplest 
method of preventing the corrosion caused by the majority 
of waters is to neutralise the acidity by treatment with 
some alkaline substance, either prior or subsequent to the 
introduction of the water into the boiler. This is best done 
by using soda, soda ash, or caustic soda, which should be dis- 
solved and constantly introduced with the feed water, rather 
than in doses at long intervals. The quantity required will 
vary according to the strength and quantity of the acids in the 
water. It must however be remarked that when strong saline 
solutions are formed in the boiler, as in using salt water, the 
introduction of soda will be found to be an evil, and the only 
remedy in this case is to keep down the strength of the solution 
by frequent blowing off from bottom and surface. The methods 
of filtration and surface condensation have been found to 
answer welL When comparatively pure water, such as is 
obtained by surface condensation or from the water supply of 
some towns, is found to act injuriously on the plates, the cor- 
rosion may be prevented by allowing an amount of impure 
water to enter the boiler sufficient to deposit a thin layer of 
scale, which will protect the plates against the action of the 
more pure water. 

Grooving, channelling, or furrowing, as it is variously called, 
is found of two different kinds, which, however, do not always 
present such distinctly marked characters as to precisely indi- 
cate the different causes of their formation. One kind is 
caused entirely by the straining and fretting of the iron, where 
a considerable change in the direction of the strain takes place. 
Where it is not aided by the corrosive action of the water, 
it may penetrate deeply into the plate or angle iron, without 
being more than T V inch in width at the surface. Sometimes 
this grooving is so fine as to appear more like a fracture, and is 
very difficult of detection. Any acidity in the water appears 
to widen the grooving, by attacking the surface laid bare. It 
is most commonly found in stationary boilers of the Cornish 
and Lancashire types on the flat end plates round the edge of 
the angle iron over the tube crown, and more frequently at the 
front end than at the back. It is uauv^ tas^i& uaax the 
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centre of the crown, and extends on either side for a length of 
from 6 to 24 inches, and gradually disappears. Sometimes the 
grooving selects the root of the angle iron or flange of the tube 
plate instead of the end plate. The choice will depend upon 
the relative power of resistance of the parts joined. These 
angle irons are usually about | inch thick ; and when the plate 
does not exceed T 9 ^ inch in thickness, it is almost invariably 
chosen ; but when the plate is •£-£ or j inch thick, the grooving 
is often found in the angle- iron root. In like manner, when the 
furnace-tube plate is flanged, being the weaker, it is selected, 
the grooving taking place in the corner of the flange rather 
than in the end plate. 

This grooving is caused by the too rigid staying of the ends 
by gussets or other stays, and by the difference between tbe 
expansion of the tube crown and boiler shell. As far as the 
bridge only the furnace crown is heated by the fuel and gases, 
the bottom being kept comparatively cool by the entering cur- 
rent of air. When the flue tube beyond the bridge is clean, 
the whole circumference is exposed to the radiation and contact 
of hot gases ; but even in this condition it is improbable that 
the bottom receives anything like the same amount of heat 
by radiation that the top receives by contact with the flame 
which clings to the upper side. After the boiler has been at 
work a short time the bottom of the flue is maintained at a 
comparatively low temperature by the dirt that accumulates 
upon it. We may therefore consider the flue crown, under 
ordinary working conditions, as being much hotter than the 
bottom, and the greater expansion must cause a correspondingly 
greater strain at that part of the end plates to which the crown 
is attached. 

This longitudinal expansion is accommodated in part by the 
springing of the end plates and in part by the arching of the 
tube. That this aroliing takes place has been proved by 
actual test, the tube of a SO-feet long boiler having been found 
to rise fully f inch near mid length on heating the water to 
the boiling point, and without forcing the fire. Such an 
elevation of the crown is too great to be accounted for by the 
circumferential expansion alone. Were the longitudinal ex- 
pansion, which must ta'ke place very gradually, maintained 
at the same degree all the time the boiler is at work, & 
would not account for the grooving ; but ©vers VVxaa \>&fe %««r 
door is opened the rush of cold air ag&uv&t Wi© Yiofc ^&»X»«* tosjs^ 
cause them to contract suddenly, and to tYaa t*.\>vV wata*^ ^ 
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repeatedly taking place, must be ascribed the action which 
causes the fretting of the rigid end plates or angle irons, as 
the case may be, which results in grooving round the end 
attachment of the furnace crown. The means for preventing 
it is simple. We have only to lessen the rigidity of the end 
plate, bo as not to confine the bending action to one line. 
This may be done by allowing a sufficient distance between 
the tube and the end-plate stays for the plate to spring freely. 
Nine inches is found sufficient with \ or £ inch plates. The 
use of " Adamson" or "Bowling" hoops, which allow the tube to 
expand freely and reduce the strain upon the end plates, will 
prevent grooving to a great extent. 

The grooving is not always confined to the crown, being 
frequently met with on the front end plates of Lancashire 
boilers between the tubes, when these are very close together 
and secured to the ends by " spectacle" pieces, the water space 
being too small to admit of using angle irons. This grooving 
at the "spectacle" plate is probably in some measure due to 
the variations in the temperature of the two tubes not taking 
place simultaneously, which is especially the case with alternate 
firing. The only cure for this grooving at the middle water 
space is the removal of the "spectacle" piece and tapering 
down the ends of the tubes, to give increased space to allow 
the end to spring. 

It is but seldom that grooving is met with at the water 
spaces between the tubes and shells of Lancashire and other 
double furnace- tube boilers. A few instances of this have, 
however, occurred. Such cases are liable to be overlooked in 
consequence of the inaccessibility of their position. Their 
presence is more difficult to account for than the other cases ; 
but this side grooving is found in conjunction with a low fire- 
grate, very thick end plate, and cramped side water spaces. 
Oases of grooving beneath the tube are extremely rare. 

There can be no doubt that introducing the feed water at a 
high temperature, near the level of the tube crown, and 
thereby improving the circulation and decreasing the difference 
in temperature above and below, tends to lessen the end 
grooving. " Galloway " boilers are not found to groove so much 
as " Lancashire " boilers, similarly stayed, probably owing to the 
better circulation of the water in the former. 

The trouble from grooving and leaking caused by the too 

rigid staying of the ends of internally fired boilers has, in 

many cases, led to their abandonment. In otfarc to vroid the 
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grooving over the tubes of Cornish and LiincaBhire boilers, 
many makers rashly dispense with gusset and longitudinal 
stays, and substitute inefficient stiffening ribs of angle or T 
irons, the result being dangerous fractures through the line of 
rivet holes, or at the root of the angle iron securing the end 
plate to the shell. 

Other examples of grooving, caused by the upsetting action 
near the parts affected, may be mentioned. The domes of 
locomotive boilers are sometimes found grooved internally, in a 
line opposite the edge of the angle iron attaching it to the shell. 
This is caused by the great strain thrown upon the angle iron, 
in consequence of the large quantity of the shell it is still 
too often the fashion to cut out for the dome hole. 
. The shells of vertical boilers, with internal furnaces, are 
liable to internal grooving round the upper edge of the founda- 
tion ring, between the shell and tube, when the ring is not 
made of sufficient depth to resist the upsetting action caused 
by a severe downward pressure on the furnace crown. 

The curved bottoms of haystack and wagon boilers under 
pressure have also a tendency to upset the angle iron attaching 
the bottom to the shell, which results in internal grooving at 
the sides of the shell along the edge of the angle iron. 

Internal grooving is frequently found round the edge of 
the angle iron on the flat ends of plain cylindrical boilers. 
In such cases it is caused by the insufficient stiffness in the end 
plate allowing an alternate bulging and flattening action to take 
place under varying degrees of pressure, which strains and 
frets the plates at the line of attachment. The furrowing pro- 
duced by this action is often found at the root of the angle 
iron, instead of in the plate or in the corner of the flange 
when the plate is bent. Grooving from this same action was a 
common cause of the failure of the old fl&t-botttomed and 
sided wagon and haystack boilers. It is also met with round 
the flat and cambered crowns of vertical boilers, of large domes, 
and of the vertical tube in Rastrick boilers. 

It is thus seen that grooving may be due to want of stiffness, 
as well as to an excess of stiffness under different conditions. 

The other kind of grooving alluded to at page 192 is usually 
found running parallel with and close to the edge of the plates 
in lap joints. It is much wider at the surface of the plate 
than the first-mentioned kind of grooving, and h»& oStanv \>&*> 
appearance of having been gouged out. It \» <».w*fc& m«a\\s Vcj 
the corrosive action of the water, but is \u&\xce<l \>^j ^Ocv» vxvw.- 
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ling and fretting of the plate at the line where it is 
found. This buckling is due to the oblique action of the cir- 
cumferential and longitudinal strains at the joints, either from 
the steam pressure or from unequal expansion and contraction. 
At the longitudinal lap joints the buckling is also due in some 
measure to the cross-bending action produced by the internal 
pressure tending to force the plates into a perfectly cylindrical 
form. 

In stationary boilers, which are but seldom worked at more 
than 80 lbs. pressure, internal grooving at the longitudinal lap 
joints is not often met with, unless the boiler barrel deviates 
2 inches or more from the truly cylindrical form, yet it is some- 
times found at the longitudinal seams of old boilers where they 
run in a continuous line from end to end. At the transverse, 
lap joints of long Cornish and Lancashire boilers internal 
grooving frequently occurs, but not of a very decided character. 
Its presence can generally be traced to the difference in ex- 
pansion between the bottom and top of the shell, or between 
the flue tubes and the shell bottom. It is most marked in 
boilers where the circulation is bad, which is especially the 
case when the cold feed water is introduced at the bottom. 

In locomotive boilers working at 140 lbs. pressure or more, 
and where the plates are thick in proportion to the diameter, 
internal grooving at the seams is most frequently met with. It 
occurs at the longitudinal lap joints below the water level, prin- 
cipally at mid length of the barrel or near the smoke-box end, 
at the ring seams all along the boiler, and very often in the 
plate opposite the edge of the outside angle iron attaching the 
barrel to the smoke-box tube plate. It is most marked at the 
bottom of the barrel, and diminishes gradually, until it dies 
away near the centre line. 

Transverse furrowing also occurs in the body of the plates 
when they are too rigidly attached to the frame by plate stays, 
secured by angle irons to the boiler shell. It is found opposite 
to the edge of the plate or angle iron. 

As this description of grooving always occurs at the edge of 
a plate, or opposite the edge of an angle iron in a line where 
the direction of the strain caused by the steam pressure or by 
expansion and contraction is liable to be changed, it suggests 
the probability of its being caused by mechanical action, which, 
producing a bending or springing of the plate along the line 
where it occurs, breaks off the coating of incrustation or the 
outside scale of the plate itself, t\i\» cou\ioi\tf>\tf&3 «ugc»&ing a 
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fresh surface for the chemical action of the water. Moreover, 
as the longitudinal grooving only rarely takes place above the 
water line, and as it is found to occur with one kind of water 
and not with another, it may reasonably be concluded that it is 
chiefly due to chemical action, although induced in the first 
place by mechanical action. 

The buckliug action at the longitudinal seams being caused 
by the unequal distribution of strain at the overlap, or by the 
tendency of the barrel to assume a perfectly circular form 
under pressure (which form is necessarily departed from at the 
lap joint), may be prevented by doing away with the lap joint, 
and using welded joints or butt joints with double butt strips. 
Or, retaining the lap, the result of the chemical action may be 
prevented by keeping the longitudinal seams above the water 
level, which has been done by making the courses of plate in 
one length. The evil of longitudinal furrowing has been over- 
come by either of the above methods. In some cases, how- 
ever, where welding has been tried, it has been found that the 
plates are rapidly pitted at the weld ; and this plan had, in 
consequence, to be abandoned, unless the joints were kept 
above the water level 

At the transverse lap joints the buckling is caused by the 
boiler being too rigidly tied to the engine frame, and not being 
allowed to expand and contract freely, or, as it is sometimes 
called, to breathe freely. It is also aggravated by the vicious 
practice of attaching the 'drag apparatus directly to the boiler. 
Another cause of the buckling at the shell bottom is the strain 
thrown upon the bottom plates by the greater expansion of the 
tubes compared with the shell 

There can be little doubt that internal grooving is often in- 
duced by excessive caulking, which, by destroying the skin of 
the iron, exposes a surface for the easier attack of the corrosive 
agents in the water. On this account many engineers dis- 
countenance the practice of caulkiDg the plates on the inside. 

External corrosion is a more frequent and more subtle destruc- 
tive agent with stationary boilers than any kind of internal * 
corrosion. This probably arises from the fact that its presence 
is less suspected, and is often less easily detected in consequence 
of the inaccessibility of the plates. It is therefore left to do its 
work of destruction without any attempt being made to arrest 
its progress. It is found either as uniform. carroivs&.V&.'S&sttg^ 
and small patches, or as grooving. 

The moat frequent sources of external oottwou *ro «x^osoa* 
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" to the weather, leakage from joints of plates and fittings, drip* 
ping from mountings, moisture rising from the ground near the 
boiler, either from the damp nature of the ground or from the 
want of waste pipes to carry off the water from the blow-off 
tap, water gauges, <fcc., and from the careless practice of damping 
the ashes close to the boiler. 

When leakage takes place at the boiler crown to any great 
extent, the whole circumference of the shell being below, is 
liable to suffer wasting from it. A slight leakage from a bad 
joint may be sufficient to cause a severe local grooving at the 
seam or flange, as it often goes on for a length of time unper* 
ceived and unsuspected, especially when the shell is covered by 
brickwork or other material to prevent the radiation of heat. 
Some of the compositions used for covering boilers, however, 
become soft, and at once betray any leakage that may be going 
on beneath. To prevent leakage at the joints of the mountings, 
they should always be riveted and caulked to the curved plates, 
and never attached by bolts or studs. The greatest difficulty 
in making a good joint on a curved surface by the usual means 
of studs or bolts and nuts is found at the blow-out pipe attach- 
ment of ordinary factory boilers, where the joiut has to bear the 
reckless twisting and straining from the use of a long lever every 
time the blow-out tap is turned. In nearly all cases where the 
blow-out attachment is not riveted to the shell, the plate be- 
comes rapidly wasted round the bolted flange. 

To the injudicious practice, which still largely prevails, of 
building boilers in- with a mass of brickwork, the greatest 
amount of deterioration from external corrosion must be attri- 
buted. This evil acts directly in keeping any water that may 
find its way to the boiler in contact with the •plates, and also 
indirectly in preventing the detection of any wasting that may 
be going on. 

The most glaring example of this kind is to be found in 
placing internally fired boilers on a wide mid feather or sup- 
porting wall extending along the middle of the shell nearly 
from end to end. Any water from leakage or other source 
trickling down the shell naturally finds its way to the bottom, 
and when it is held here in contact with the plates a rapid oxi- 
dation takes place. The wasting is often promoted by the pre- 
sence of damp mortar, which should never be allowed to touch 
the plate*, and by corrosive agents in the products of combus- 
tion which sweep past. These midfeathers are sometimes as 
9n Q.ch as 2 feet wide, and very commoiA^ AA ox \% yh&&&» t&. 
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such cases it is impossible to tell by ordinary examination in 
pacing along the flue the condition of the plates resting on the 
brickwork. It frequently happens that to all appearance no 
damp is present, and the plates near the edge of the midfeather 
are in good order, yet on removing the brickwork the plates for 
a width of 6 or 8 inches at the centre all along the boiler are 
found eaten nearly through. 

With boilers of 4 feet diameter and upwards midfeathers 
should not be used. The boilers are much better placed on 
side walls with a total bearing surface of from f inch to 1 inch 
per foot of diameter. In very small boilers where side walls 
are not admissible the bearing of the midfeather need never 
exceed 3 or 4 inches in width ; and a loose brick should be left 
here and there, or at least at every ring seam, for removal to 
facilitate examination. When there is any dampness in the 
ground beneath the boiler, it invariably travels up the brickwork 
and attacks the plates. Where the dampness cannot be re- 
moved, it is advisable to cut off the contact between the plates 
and the brickwork, by supporting the boiler on cast-iron saddles 
and a longitudinal cast-iron carrier, which need not exceed one 
inch in width, and can be taken the whole length required. 

The front cross walls of internally fired boilers are often 
made of excessive thickness, being sometimes as much as 3 feet, 
and built round and made to conceal the blow-out pipe and 
attachment, which are thus rigidly built up and rendered liable 
to break. As the boiler is supposed to rest upon the midfeather 
or side walls, the front cross wall, or at least the top of it in 
contact with the plates, need scarcely ever be more than 4 J- 
inches thick, and it should always be built round behind the 
blow-out pipe attachment, which is thus placed in an open 
recess in the wall accessible for inspection, and not rendered so 
liable to fracture. Even with a 4£-inch wall there is still a 
risk of corrosion if the ground be damp, or the water from the 
blow-out tap be not led away by a waste pipe, but is allowed 
to splash back against the front cross wall, as is too often 
the case. 

When the ground is of so damp a nature, from situation or 
formation, that the moisture from it passes up the front cross 
wall, the only means of saving the boiler is to interpose loose 
plates between the wall and the shell, which become corroded 
instead of the boiler plates. 

It is a common practice to allow t\v© ^tot\\, ew& ^w^aVws^^ 
Cornish and Lancashire boilers to rest on ^V\s ico^k ww» ^ 
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This has the disadvantage of concealing any leakage or defects 
at the angle iron. The front wall is therefore better kept clear 
of the angle iron, that is, the front end plate should project 4 
or 5 inches beyond the wall. The front end plates of Lanca- 
shire and similar boilers are very often severely corroded ex- 
ternally at the floor line by the water that always finds its way 
here from one source or another. The boiler should, therefore, 
always be arranged with the front end plate clear above the floor. 
In order that this may not interfere too much with the facility 
of firing, the floor may often with advantage be inclined or let 
down to suit. 

The practice of slacking the hot ashes against the front end 
plate is a very common source of corrosion above the floor line. 
Where there is good reason for adopting this practice it will be 
advisable to protect the front plate by a suitable sheet iron 
guard. 

The side wall bearings on which internally fired boilers are 
now usually supported, and to some extent externally fired 
boilers also, are frequently made of excessive width, from 15 
to 20 inches being not uncommon. Now, 3 or 4 inches of 
bearing surface to each wall is quite sufficient for ordinary-sized 
boilers, or as a rule from f ' to l" of total bearing surface per 
foot diameter of boiler. 

In order to allow the escape from the plates of any water 
flowing down the shell sides, the side wall bearings should be 
made of fire lumps, as shown in fig. 22, rather than made after 
the old fashion, as in fig. 21. This last plan leaves the water 
no choice but to cling to the plates in finding its lowest level, 
and often leads to serious corrosion. Care should always be 
taken to keep the longitudinal seams well clear of the seating. 
Another indirect source of corrosion sometimes met with is the 
extremely narrow space allowed at the top of the side flues of 
many boilers. When this space is only an inch or two wide, it 
cannot well be cleaned. The soot accumulates and becomes 
hard, and then retains moisture in contact with the plates, 
which sooner or later may cause serious corrosion all along the 
boiler where it is seldom suspected. 

The back and front ends of externally fired boilers are not 
unfrequently set in a mass of brickwork, which is apt to keep 
moisture in contact with the plates. No reason for this prac- 
tice can be given. It is usually done through ignorance on the 
part of the builder or draftsman, or from want of constructive 
skill on the part of the brick-setter. V^ti^^^^t**^ 
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suspended from side brackets with a flash-flue arrangement, it 
is not unusual to find a belting of brickwork 18 or 24 inches 

Fig. 21. 




thick, and even more, in contact with the plates. This arrange- 
ment is obviously liable to harbour a quantity of moisture, 

Pig. 22. 
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whose damaging effects on the plates are placed beyond detec- 
tion unless the brickwork is periodically removed. 

The plan of carrying a thick cross wall over the front end of 
internally fired boilers, and also of covering the front end plate 
with brickwork to prevent radiation, is apt to lead to wasting 
at these parts, and should not be adopted. 

Vertical furnace boilers are sometimes found built into walls, 
and seated on a mass of brickwork, which retain the moisture 
and lead to a rapid wasting of the plates. The practice of 
lining with fire bricks the internal flue tubes of upright furnace 
boilers, has been found destructive to the plates by keeping the 
water in contact with them. When it is necessary to apply 
this brick lining, in order to protect the plates from overheating 
where the tube passes through the steam space, or from burning 
where the flame impinges, it is advisable not to build the brick- 
work in contact with the tube, but to preserve an annular space 
to allow the water from leakage and other sources to run down 
and escape. 

Corrosion is met with in the furnace tubes of internally fired 
boilers, beneath the heavy bridge of brickwork, so often need- 
lessly built upon the tube bottom. These bridges are as well 
supported, aud more easily removed, when built upon metal 
bridge carriers. 

Leakage at the riveted joints in any part of a boiler may be 
due to bad workmanship. "When caulking and the insertion of 
new rivets will not cure the leakage, the holes should be care- 
fully rimered out afresh, and larger rivets put in ; at the same 
time the edges of the plates may be dressed and recaulked. 
Too much lap is very often the cause of the difficulty in making 
a tight joint, especially at the furnace plates. New boilers often 
leak at the seams when set to work, after having been tested 
and found tight at the maker's. This may be due to rough 
usage in removing the boiler and fixing it, or to the expansion 
of the plates in actual work being different from that produced 
by the test. A difference in the nature of the feed water has 
sometimes a remarkable effect in making boilers leak at the 
riveted joints below the water line. A boiler may be quite 
tight with one kind of water, and yet leak badly with another 
kind. When this is the case, it is generally found that a com- 
paratively pure water has been changed for brackish water, or 
one containing much carbonate of lime, the use of which is 
attended with a higher temperature of the furnace and flue 
plates, and consequently ft greater local ex^t&siou. Leakage is 
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often produced at the furnace and flue seams of many boilers 
by getting up steam too quickly. The leakage in this case is 
chiefly due to the unequal expansion of the material, one part 
of the boiler being hot whilst the rest remains cool. Leakage 
from this cause is most common in boilers having a bad circu- 
lation. 

Leakage at the ring seams, especially of externally fired 
boilers, is very often caused by delivering the cold feed water 
right on to the hot plates ; sometimes the feed pipe delivers 
right on to a seam. It has more than once been questioned by 
those who will not be advised to introduce the feed in a proper 
manner, whether the iutroduction of the cold feed water down- 
wards through a vertical pipe, the end of which is some 24 
inches above the plates, can have any effect in suddenly con- 
tracting them. This, of course, will depend upon the force 
with which the water is injected. In cases where a range of 
half a dozen or more boilers is supplied by a donkey pump suffi- 
cient to feed all at once, there can be little doubt that when 
only one boiler is being fed at a time the water will be injected 
with sufficient force to reach the plates even more than 24 inches 
below the end of the pipe, without having much heat imparted 
to it in its downward course through the hot water in the boiler. 
In such cases the fracture of the plates beneath the pipe is not 
an unusual occurrence. 

One of the most common causes of leakage all along the 
under side of boilers, and also at the tube plates, is the reckless 
practice of emptying the boiler while still hot, and filling it with 
cold water, at the same time leaving the damper wide open and 
removing the flue doors, in order to cool the boiler rapidly for 
cleaning. The sudden contraction of the furnace and flue plates 
thus produced has been the ruin of hundreds of boilers. The 
equal contraction of the bottom plates of externally fired boilers 
is sometimes resisted by the plate edges or suspending brackets 
butting against the solid masonry : fracture in these cases is the 
common result. 

Internally fired tubular boilers, without external flues, and 
usually made with a cluster of small tubes at the back end, are 
invariably found to corrode and groove externally along the 
shell bottom at the ring seams, in consequence of the leakage 
caused by the unequal expansion of the top and bottom of the 
boiler, and also of the flue tubes and the shell. This itv«,c\^\»Ji^ 
is due in great measure to defective c\xcvj\a.\\oxi, ueA v* *0fc» 
unavoidable difference in temperature totwofeit Vta* Sxtev*^ ^»s* 
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and shell crown on the one hand and the shell bottom on the 
other. The best and perhaps only means of preventing this 
leaking and grooving is to apply external flues leading the gases 
first under the boiler bottom before entering the side flues, and 
to allow some spring in the end plate. 

Boilers of the locomotive class are without external flues, and 
yet do not usually leak at the bottom when the shell is free to 
expand. The reason of this is that the circulation is favoured 
by the construction of this class of boiler, which admits of the 
tubes being brought near the shell bottom ; at the same time 
the water at the lowest part of the boiler — the firebox — is 
heated. Any severe leakage at the transverse seams of loco- 
motive boilers can generally be traced to the interference of the 
end contraction and expansion by some of the barbarous styles 
of staying the boiler to the frames, which, unfortunately, to 
some extent still exist. 

The strain along the bottom of long Cornish and Lancashire 
boilers produced by the expansion of the bottom compared with 
the top, and the still greater expansion of the through tubes, 
sometimes results in fracture at the ring seams, and very fre- 
quently leads to leakage, which has the effect of grooving the 
bottom plates in a characteristic manner at the edges of the 
transverse seams. The rapidity with which this grooving occurs, 
and other evidences of the intensity of the chemical action, can 
only be accounted for by the presence of some strong acid, and 
there can be little doubt that the sulphurous and other acids 
from the coal are the principal elements of destruction. Water 
is considered capable of absorbing 30 times its volume of sul- 
phurous acid ; and when this acid is given off abundantly by 
coals containing pyrites, the rapid grooving at the ring seams is 
not difficult to account for when the- boiler leaks at the bottom. 
The unequal expansion and contraction which produce the 
leakage can nearly always be traced to defective cirulation, 
either from the cold feed water being introduced at the bottom, 
or else, in the case of Lancashire boilers, from the side and 
middle water spaces being too narrow. These defects can be 
remedied by heating the feed water ; by introducing it just 
below the water level, where it should be well distributed ; and 
by improving the circulation by the addition of vertical water 
tubes when the side and middle water spaces are too cramped. 

The riveted joints in the furnace tubes of internally fired 

tabular boilers are liable to leak, and cause corrosion and 

grooving on the fire-side of the tubes When \ta&«& «x* bound to 
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each other or to the shell by plate-stays, and are thus prevented 
from breathing freely. These stays are needlessly introduced 
by some makers to support the tubes, and are sometimes rigidly 
attached to strengthening angle irons round them. They are a 
source of much trouble by causing the tubes and shells to leak, 
and they frequently lead to fractures in the plates. 

Combustion-chambers and tube-plates are often corroded 
by the leakage from the small tubes. In many boilers of the 
locomotive class the tubes are cau-ed to leak by the rigid 
manner in which the tube-plate at the fire end is fixed from the 
staying of the fire-box crown. The want of freedom in the tube- 
plate to expand and contract causes the tube-holes to become oval, 
after which it is almost impossible to prevent leakage. The distor- 
tion of the tube-holes is sometimes caused by the excessive 
pressure concentrated upon the tube-plate by the girder-stays 
that support the furnace or combustion* chamber crown. These 
girder-stays should be attached by sling-stays to the shell- 
crown. Too great rigidity may be avoided by slightly slanting 
the sling-stays. Tubes are often caused to leak by attempting 
to get up the steam too quickly, or by blowing out the boiler 
while the plates and tubes are still at a high temperature. 

Wasting from severe leakage is very common at the bottom 
corners of the lire-boxes in boilers of the locomotive class. This 
is often produced by the difficulty found in making a good joint 
at the sharp corners, which are generally made of a radius too 
small to get a rivet through at the corner. In order to avoid 
the defect in question some makers double-rivet the fire-box 
bottom either all along or merely at the corners ; others make 
the corner of the inside to a radius large enough to get rivets 
through, and so draw the plate to the ring all round. 

External corrosion from leakage takes place round manholes 
and mudholes without mouth-pieces from the difficulty found 
in keeping the joints tight, and at washout-plugs and mud- 
plugs from defective threads. These threads, when formed 
merely on the plate, are soon worn off by screwing and un- 
screwing the plug, and by the iron rods passed through the holes 
for the purpose of cleaning. These holes should, therefore, be 
arranged with mouth-pieces having a male instead of a female 
screw. 

The various kinds of fractures to be met with may be divided 
into two classes, viz. : 1, those caused by want at $re«Aa\&. \sx 
the plntes to expand and contract, "by i\i& \uifec\vi'& fc^wassvss'a. cfc. 
the material in different parts of iho boWfcT, *a& Vj Vao «*&&«*> 
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expansion and contraction ; 2, those caused by weakness and 
inability of the material to bear the steam pressure, and which 
may be due to bad workmanship, originally bad material, or 
deterioration of material originally good, malconstruction, 
injudicious repairs, corrosion, overheating, and fatigue arising 
from long exposure to variations of pressure. 

There are probably no fractures of such frequent occurrence 
as those found at the lap joints of the furnace-plates in exter- 
nally fired boilers. They are most common at the transverse 
seams between the end of the boiler and the bridge, yet are 
frequently met with at the longitudinal seams, and also at 
the segmental seams at the hemispherical ends, where these are 
exposed to the action of the fire. The fractures are most com- 
mon from the holes to the edge of the plate in the outside lap, 
where they may not be actually dangerous at first, but are 
very troublesome and cause much annoyance and expense 
through the delay and repairs they necessitate. They are 
usually scarcely visible at first, but in time become more open, 
and give rise to leakage, which is generally the means of 
drawing attention to their presence. In time these lap-edge 
fractures often pass through the rivet holes into the body of the 
plate, where they are likely to prove very dangerous if their 
progress be not arrested by drilling holes and placing second 
rivets in their path, which generally proves effective. When 
the fractures run in a line through the rivet holes, either at the 
longitudinal or transverse seams in the shell, they must be 
regarded as dangerous, and carefully watched. Plates of good 
quality will leak at the fractures, and give indication of danger 
where brittle plates would give way suddenly without warning. 
The liability to fracture in the furnaces of all boilers is greater 
with thick than with thin plates. 

The lap-joints in the shells of furnace boilers opposite the 
furnace throat, and* also the lap and T-iron butt joints in the 
furnace tubes of internally fired boilers, are liable to the same 
descriptions of fracture, but especially to those from the holes 
to edge of plate. These lap edge fractures are generally 
ascribed to the overheating caused by the impingement of the 
flame against the double thickness of plate at the lap. But it 
is clear that the greater heat at these parts would cause an 
increased expansion that would have the effect of compressing 
the material, instead of extending it, and thereby causing frac- 
ture. Against this theory it may be stated, that the seams over 

bridge which are most exposed to tlifc iiu$\\\£ement of the 



WEAR AND TEAR. 207 

flame are very seldom found to fracture. The actual cause of 
fracture at these furnace-plate joints appears to be the sudden 
longitudinal and circumferential contraction on cooling every 
time a current of cold air strikes against the plates. If we 
consider the effect of the heat on the ring seams, it is evident 
that the greater the thickness of plate, the greater will be the 
elevation of temperature and tendency to expand at the joint. 
Regarding the double thickness of plates at the lap as an arch, 
whether concave or convex to the fire, the expansion will find 
full play in gradually increasing the height of the arch either 
upwards or downwards, as the case may be. The form of the 
expanded cylinder will of course be modified by the internal 
pressure. On the current of cold air coming in contact with the 
joint in its expanded state, the effect of the sudden reduction of 
temperature will' be to throw a sudden tensile strain on the out- 
side plate of the lap. This contraction- is resisted by the inner 
plate, which still retains the form due to its higher temperature, 
and fracture from the rivet hole to the edge of the plate is the 
inevitable result if the ductility or elasticity of the iron be too 
severely taxed. After a certain amount of expansion and con- 
traction even the very best plates become brittle, and fracture 
from the rivet holes to the edge of the plate. Fracture through 
the line of rivet holes at the transverse seams is caused by a 
longitudinal tensile strain acting in a somewhat similar manner. 
Fractures of both kinds at the longitudinal seams over the fire 
are also caused somewhat after the manner just described. 

Many cases of fracture are met with which, on account of 
their protected position, cannot at first sight be accounted for 
by the cooling action we have just considered. Such, for 
instance, as the edge fractures in the longitudinal lap joints 
placed just above the fire-bars of some internally fired boilers. 
Since the fractures here are placed in the fire, they cannot have 
been caused by the air currents through the furnace door. Yet 
being just above the bars, the joints are liable to have a strong 
jet of cold air suddenly let in upon them when the hot fuel is 
removed on stirring or cleaning the fire, processes that must be 
repeatedly perforined with any description of coal that yields 
much clinker. 

Again, it would appear, at first sight, that the edge frac- 
tures that so frequently occur at the outside laps in the shells of 
some descriptions of furnace boilers, just opposite the fosra&A 
throat, are out of reach of any rush oi co\& *ax,\yaa% *» **^ 
from the proper air-entrance by the £wma&& tam* ^i.«fc "*» 
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tolerably certain that these fractures occur on the removal, by 
accident or intention, of the brickwork near the place where 
the fractures occur, while the plates are still at a high tem- 
perature. 

It has been attempted to explain the occurrence of these 
fractures by assuming that the intense heat and ebullition pre- 
vent the contact between the plate and the water. When the 
heat subsides, the water coming in contact with the overheated 
plate causes it suddenly to contract and fracture. This might 
certainly account for a fracture at the inner plate at the lap, 
but not in the outer plate. That fractures in the body of the 
plate occur in this manner is extremely probable. 

The production of fractures after the manner described is 
aided by the tendency of furnace plates to become permanently 
shortened after oft-repeated heating and cooling. 

As to the means for preventing, these fractures, at the seams 
of riveting, in furnace boilers, the only method to ensure suc- 
cess is to guard the plates from both the heat and the cold air by 
a shield of brickwork, which, however, should be arranged so 
as not to harbour moisture against the plates. 

With externally fired boilers the liability to fracture at the 
laps increases as the fire is approached to the boiler bottom. By 
lowering the height of the bars, which diminishes the intensity 
of the heat from radiation and at the same time allows the air 
to diffuse itself, a partial remedy can in most cases be effected. 
Attempts have been made to prevent the rush of cold air on 
opening the fire-door for stoking, by employing some self-acting 
apparatus to close the damper as the door is opened. This 
plan, however, interferes with the process of combustion, and is 
productive of smoke. Deflecting arches inside the fire-door, to 
direct the entering cold air on to the fire, instead of allowing it 
to rush straight at the plates, have also been tried with partial 
success. But the trouble of keeping these deflectors in repair 
leads to their disuse. The best and simplest means is to dis- 
pense with the transverse laps over the fire altogether, so as to 
do away with the excessive expansion and sudden contraction 
they give rise to from the thickness of iron their use involves. 
This can best be done by keeping the second ring seam behind 
the bridge by using a long plate over the fire. Before the air 
reaches this, it will be sufficiently heated not to act injuriously 
on the plate at the joint. This plate must be sufficiently wide 
to keep the longitudinal seam? out of reach of the fire and cold 
*ir. The objections to this arrangement axe \Jaa \&sEea&R&. tiraafc 
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involved in using such a large plate, and the long unbroken 
length of longitudinal seam it forms, which must be a source of 
weakness. This can, however, be partially compensated for by 
double riveting. 

In order to prevent the liability to fracture in boilers with 
internal furnace tubes, the ring seams should be as few as pos- 
sible, and made with " Adamson " flanges. The longitudinal 
seams should always be kept below the fire-bars. 

"Fractures of a dangerous nature, and which may be regarded 
as one of the commonest causes of explosion, take place at the 
ring seams of externally fired boilers, near mid-length, where 
no cold air can reach them. These fractures usually run through 
the rivet holes at the inner plate of the lap, and are brought 
about in boilers of moderate length by the sudden contraction 
of the plates consequent upon the cooling effect of having the 
feed delivered directly on to them, or of letting in cold water or 
air on the hot plates too soon after the boiler is emptied for 
cleaning. The quantity of brickwork in which these boilers are 
often imbedded, and the awkward manner in which they are 
sometimes supported by an unnecessary number of carrying 
brackets, must greatly interfere with their freedom to contract 
equally throughout their length, and in such cases even a cold 
current of air let in on the shell bottom, after the fire is drawn 
and the boiler is empty, is sufficient to produce a large trans- 
verse seam rip. In very long boilers the expansion of the 
bottom when at work would cause the shell to arch upwards as 
much as half an inch, or even more, at the ends, were this elevating 
tendency not resisted by the weight of water in the boiler. The 
arching is however sufficient to throw the whole weight of the 
boiler for a time on the middle supports, and after a length of 
service the contraction that takes place more or less in all plates ( 
subjected to alternate heating and cooling is sufficient to arch 
the boiler upwards in the middle when cold, thus lifting it clear 
of its middle supports, and throwing such a tensile strain on the 
bottom plates as to cause a transverse seam rip. 

The expansion and its effects in all cases will of course be 
increased when the furnace and flue plates become partially 
overheated through being covered internally with a thick coating 
of incrustation, or when the water is very greasy, and contains 
carbonate of lime in considerable quantity. 

The flat ends of shells and tubes axe \\&\Afctoit^Qtost* VJecwa^ 
the rivet holes, or through the corners of \ih© an^ vcou* ox ^axv%«* 
seouring them, either for want of aufStateiit «fc\fi»s»* ox ^ om> 
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being too rigid, in the same manner that we accounted for 
internal end plates grooving. 

The same causes that lead to grooving may also lead to 
fracture, directly or else indirectly, by weakening the plate suffi- 
ciently for the steam pressure to complete the destruction. 

A common example of fracture from unequal expansion is 
found in the long vertical chimney boilers used in connection 
with forges and iron furnaces. These are like a Cornish boiler 
placed on end, the flue-tube being out of the centre to allow 
more space for cleaning, <fcc, leaving only about 6 inches 
between the tube and shell. The expansion of the tube is 
found in some cases to exceed that of the shell by fully half an 
inch. This necessarily throws an enormous strain on the end 
angle irons and rivets, resulting after a brief service in fracture 
through the rivet holes, angle iron, or plate round the edge of 
the angle iron. Were the bottom of the flue-tube in a 
Cornish boiler exposed to as much heat as the crown, many of 
these boilers as at present constructed could not be worked for 
the trouble and danger that would result from the rigidity of 
the end plate bottom. 

The furnace crowns of small vertical boilers, when crowded 
with small tubes, are rendered too rigid and liable to fracture, 
as well as to groove, at the flange or angle iron securing the 
crown to the furnace. The rigidity is sometimes increased by 
di>hing the crown plate, and the liability to fracture is conse- 
quently increased. 

Many disastrous explosions have occurred, especially with 
externally fired boilers fracturing, immediately after repairs, at 
the longitudinal or transverse seams, through the lines of rivet 
holes where new plates have been joined to the old, or where 
the plates have been repaired with patches riveted or bolted on. 

Many improbable causes have been assigned for these acci- 
dents ; but the true solution of the mystery lies in the fact that 
the old plates are very often severely fractured by the clumsy 
manner in which the rivet heads are knocked off and the rivets 
forced out of the holes. Then, on putting on the new plates, 
the reckless use of the drift completes the mischief, and the 
joint is ready to part with a strain far below the working 
pressure of the boiler. Many of the numerous causes of frac- 
tures at the rivet holes already considered are assisted to an 
unknown extent by bad workmanship combined with brittle 
matt-rial. .Nothing but the strictest supervision, and the em- 
ployweut of really skilful wo\km^» c&u oNew*>ma >&&& wfiu 
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But when boilers are constantly being bought at a price barely 
sufficient to pay for the plates of proper quality it would be 
hopeless to expect first-rate and trustworthy work. 

In boilers of the locomotive class fractures often occur in the 
firebox tube plate, either at the roots of the flanges or through 
the material between the tubes, in consequence of want of 
freedom to expand and contract, or from sudden contraction. 
The liability to fracture at the flanges is greatly increased by 
making them with too sharp a bend. 

Overheating may take place, and be confined to a very 
limited area, or it may extend over a large surface. Examples 
of fractures caused by overheating are most common in exter- 
nally fired boilers. The causes which directly or indirectly lead 
to overheating are treated of in the chapter on "Explosions." 
When severe local overheating of any kind occurs in the body 
of a plate, the material softens, and bulging outwards from the 
pressure sometimes forms a pocket, which is eventually fractured 
by the pressure itself or by the contraction on the plate cooling 
down. 

When fractures arise in a plate that has been so intensely 
heated as to drive the water off the surface, they may have been 
caused either by the pressure overcoming the tensional resist- 
ance of the softened plate, or by contraction on the water 
coming again in contact. 

An effect of overheating but rarely met with is found in the 
fretting and partial fracturing of the outside surface of thick 
plates when exposed to an intense heat, as when a large body of 
flame becames concentrated and impinges on a limited surface. 
In such a case the outer surface of the plate is subject to much 
greater variations in temperature than the inner layers of the 
plate, and deteriorates more rapidly. It is also probable that 
the cracking of the outer face is in great measure due to 
the presence of corrosive gases given off by the burning 
fuel. 

When a furnace plate is laminated, it is very liable to over- 
heating on the outer surface in consequence of the increased 
resistance the want of solidity offers to the thermal conduction. 
The overheating causes the outer shell to bulge and form a 
blister, which sooner or later fractures either at the apex, when 
the thickness of the skin is uniform, or near the edge, when it i& 
thinnest here, and offers the least resistance to\st«&\fc%. 

Fractures from overheating are very coxamoxi \wto«e«&. "«fc» 
stays in the flat surfaces of locomoxlve fcTfc\>o"*8&« f YSfcs»» 
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caused solely by the softened plates bulging and yielding to the 
pressure. 

Some of the plans that have been used for admitting air 
behind the bridge for smoke prevention have led to serious 
trouble from the alternate heating and cooling effect the air 
produces at various stages of the combustion, especially where 
the current of air has been allowed to impinge in considerable 
volume against the furnace plates. 



CHAPTER X. 

FACTOK OF SAFETY. 

In seeking to determine the proper co-efficient or factor of 
safety to use for the testing and working pressures of a boiler, 
or in other words to decide what ratio these pressures should 
bear to the ultimate strength, to provide against defects arising 
out of wear and tear, as well as original defects of workmanship 
and material, we must ascertain the manner in which the boiler 
is strained and the power of the material to resist the strains 
under ordinary working conditions. In the cise of a cylindrical 
boiler it is usually taken for granted that the fluid pressure and 
diameter on the one side, and the ultimate breaking strength of 
the plates or joints on the other side, are the only elements to 
be considered, and that the bursting strength as estimated from 
these data divided by proper factors of safety, usually 6 and 3, 
should give the working and testing pressures respectively. 
Now, in the first place, in many cases the steam pressure is not 
the greatest force the boiler has to withstand, and any increase 
of thickness in the plates, by its tendency to increase the strains 
arising from the sudden or unequal expansion and contraction, 
may be the means of weakening the boiler instead of strength- 
ening it. The effect of these strains on the boiler should, there- 
fore, always be considered in estimating its strength. In the 
second place, the method of fixing the factors of safety from 
the original ultimate tensile strength of the material alone can 
only be considered satisfactory if the strength, elasticity, and 
ductility of the material remain unchanged under all conditions 
of working and testing. We also require to know what strain 
the material will stand without producing such change of form 
or size as may be detrimental to the efficiency of the structure, 
and how the strength and character of the material is affected 
after long exposure to trying work. 

If we submit a straight bar or plate oi gno& mo\i^}aX» vtcso. oJi^**- 
gvlnr section to a steady tensile strain, it Vi&w^ to * cetteas^ ^ovsX. 
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a 

be found to stretch uniformly about y^^ part of its length for 
every ton per square inch of sectional area applied. If the bar 
returned fully and perfectly to its original length on the removal 
of the load, its elasticity would be said to be perfect. This 
theoretically perfect elasticity is not attainable, and it is pro- 
bable that, if we had sufficiently accurate and delicate means of 
measuring the bar, it would be found to be permanently elon- 
gated by the smallest loads if permitted to act for a length 
of time ; but for practical purposes the elasticity may be con- 
sidered perfect up to loads of 3 or 4 tons per square inch, and 
with good wrought iron the permanent set is so slight for loads 
below the limit of 10 or 12 tons per square inch, or about one- 
half the breaking weight, as not to be sensibly felt in a boiler 
shell Besides, with these small loads the permanent set will 
not be increased by any number of repeated applications of the 
same load, and it may therefore be considered as being consistent 
with perfect safety. But when the stress exceeds the above 
limit, it will be found that the set is increased by repeated ap- 
plications of the same or even a less load, provided that time be 
allowed for it to act, and the limit of elasticity of the material 
is now said to have been exceeded. The limit of elasticity may 
then he denned as the greatest stress that can be applied without 
producing an increased set by repeated applications. The 
amount of elongation produced by a load exceeding the elastic 
limit will render the iron useless in most structures, and espe- 
cially in a steam boiler, where the tightness of the joints will 
become destroyed even before such a strain can be reached. It 
is therefore evident that we must be guided directly by the 
elastic limit of the material, and not by its ultimate breaking 
strength, in deciding upon the stress we can safely subject a 
boiler to. For mild steel the elastic limit may be taken at 
15 tons. 

If we continue to stretch our bar by increasing the load until 
it tears asunder, and then restretch the broken pieces, we shall 
find that they will bear as great a load, or even greater than 
in the first instance, showing that the actual breaking strength 
is not reduced by a strain little short of that sufficient to 
produce fracture. But the character of the iron will have been 
changed, inasmuch as in the first instance the entire bar would 
be drawn out considerably before breaking, whereas in the fol- 
lowing breakages the pieces will be found to break short off 
with comparatively little reduction, of fractured area, exhibiting 
'"' consequence a more crystalline frsxtaiTQ. lbs? V"ti\\**\fia& 
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able to stand a sudden strain, although their limit of elasticity 
will have been increased. 

Now, it is extremely probable that the hardness which is 
induced by a severe dead weight acting for a short length of 
time may be produced by a very much less stress oft repeated 
and suddenly applied. This may explain why boiler plate, 
originally good and ductile, has been found after long service to 
become hard and brittle, more especially when it has been ex- 
posed to severe strains, as in the part of a shell having a large 
hole cut in for the dome, in some furnaces, or in locomotive 
boiler barrels connected rigidly to the frames. In addition to 
the comparatively constant and steady steam pressure, it must 
not be forgotten that many boiler shells are subject to severe 
shocks from the sudden opening and shutting of valves, as well 
as to severe tensile strains arising from the contraction caused by 
the sudden impingement of cold water or air against the hot plates. 

The limit of elasticity of wrought iron is materially affected 
by the number of times the application of the load is repeated, 
and also by the difference between the constant load on the 
material and the increment of load that is applied, as well as 
by the length of time the constant and variable stresses act. 
From the results of carefully conducted experiments by various 
authorities, and from general experience in boiler practice, it 
may be concluded that the limit of elasticity for boiler plates 
may be safely taken at 10 tons per square inch of nett section ; 
but to allow for contingencies it should not be taken at more 
than £ the breaking strength of the joints, which is the limit of 
test pressure to which a new boiler should be strained. This 
test pressure may also be safely applied to an old boiler whose 
plates have been exposed only to tensile strains, although they 
may have varied in intensity many times a day from variations 
of temperature and pressure. But before such a test is applied 
to an old boiler its condition must be satisfactorily ascertained 
by thorough examination of every part both inside and out. 
Such an examination can, however, only be carried out in 
certain kinds of boilers, and these require to be completely 
bared and cleaned for the purpose. Any loss of strength by 
wasting or grooving of plates, angle irons, rivets, or stays must 
of course be allowed for in estimating the strength. It may be 
remarked that the actual strength of a boiler may not be im- 
paired by a wasting in the body of the plate wav^ ^toebl ^ 
joints, so long as the remaining section \& "iiofc \<&* *C&»^ "Ca» 
nett section through the line of rivet holea. 
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When the condition of the boiler after being used for a 
number of years cannot be satisfactorily ascertained, the testing 
pressure should not exceed one-fourth the estimated ultimate 
strength of the joints and stays. 

The plates of some boilers are exposed to severe compressive 
as well as tensile strains, as in the shells of many long exter- 
nally fired boilers, and in the barrels of some locomotive boilers 
rigidly attached to the frames. In such cases after long wear 
the tensile strength of the iron is greatly reduced, and the 
material is rendered brittle ; but we are in want of information 
as to its effect on the limit of elasticity. It is, however, pro- 
bable that the limit of elasticity is not reduced in the same pro- 
portion as the ultimate strength of the material, and the same 
factors of safety as above given may be used for the test 
pressure, provided that it be gradually applied and the plates 
are not thrown into vibration by hammering or jarring of any 
kind. 

In deciding upon the proper factor of safety to use for the 
working pressure we must be guided by circumstances. For a 
boiler that is thoroughly examined at regular intervals, and 
whose condition is satisfactorily known, we should be justified 
in allowing a less margin of safety than with a boiler that is 
allowed to work without being examined for a length of time, 
extending perhaps over several years, during which its strength 
may become considerably reduced. In the former case there 
would be much less risk in using a factor of safety of only 3 
for the working pressure, than in allowing as large a factor of 
6 in the latter case. Again, for boilers that are periodically 
examined we may safely use a less factor of safety when we 
can depend upon the non-corrosive action of the feed water, 
dry condition of the flues aud surroundings, and uniformity of 
strain, than when the reverse of these conditions is known to 
exist. 

As a rule we may use for the working pressure of new boilers, 
or those whose condition is known and regularly ascertained at 
intervals of from 6 to 12 months, a factor of safety of 5 or 
even somewhat less, and for those whose condition is not so 
well known a factor of 6 or 8, according as the nature of each 
case may demand. 

Since the strength of cylindrical flue tubes decreases as 
the square of the reduction of thickness, whilst the strength of 
the shell decreases simply as the reduction of thickness, a larger 
irgin of safety for wear should be. &\VraeA lot Vi\* tet\»wt % 
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TESTING. 

The only means we have of ascertaining with any degree of 
certainty the safety of a boiler, is by the application of pressure, 
which should be under conditions as similar as practicable to 
those of actual work. Let a boiler be ever so carefully de- 
signed and constructed according to the knowledge acquired by 
Ciireful research and long experience in the strength and dis- 
position of its materials, and let every plate be tested before it 
is put in, there will still remain an element of doubt as to the 
actual strength of the boiler since the material may have sus- 
tained injuries in the process of construction which have 
escaped detection. In the case of a new boiler, even by a first- 
rate maker, to say nothing of original and hidden flaws in the 
plates, bars, angle irons, and castings, there is always a possi- 
bility of defects such as bad welding, careless riveting, plates 
burnt in flangiug or cracked in bending, and many other defects 
that may be traced to the want of skill or reckless negligence 
on the part of the workmen. 

Many cases of dangerous defects, which the strictest scrutiny 
of the completed boiler would fail to detect have been brought 
to light by the hydraulic test combined with careful inspection. 
The following may be given as examples. In a new boiler the 
rivet holes in some of the shell plates instead of being about 
•JJ inch diameter were discovered to have been repunched 
and made 1 inch by ±% in order to get the -f-inch rivets 
through the holes in the adjoining plate. The section of the 
adjoining plates through the line of rivets was thereby reduced 
14 or 15 per cent, more than necessary, and the strength was 
further diminished by tbe presence of incipient fractures pro- 
duced by the reckless use of the drift. The difficulty, or rather 
impossibility, of keeping the joint tight in testixv^Vs Vj&wxSns* 
pressure led to the discovery of fties* &»tecte Vfaas&v -*«** 
certainly dangerous 
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In another case, the gusset plates of a Cornish boiler wen 
found to be put in between the double-angle irons on the ends, 
with the material between the holes and edge of the plate 
nearly all cut away. Such a defect would not be apparent to 
the eye, being completely concealed, nor to to the ear if tested 
by sound, yet its presence was revealed by the bulging of the 
plates on testing the boiler with water pressure. 

These two cases indicate the possible unreliability of the mere 
internal inspection of a finished boiler, and show that boilers 
should always be carefully inspected during construction, as 
well as when completed and jready for work. 

There are many boilers which do not admit of anything like 
proper examination as, for example, locomotive boilers, which, as 
a rule, are worked with a less margin of safety than any other 
class. The expense of removing the tubes would alone forbid 
a periodical examination of the barrel, and the water spaces 
round the firebox are almost entirely out of sight. Then, 
again, many forms of marine boilers and the entire small fry of 
portable, agricultural, and small crane boilers are so constructed 
that a thorough examination is out of the question. There are 
also boilers whose construction being unusual or irregular and 
complicated, defies even an approximate calculation of their 
strength being made. 

Now, in all these cases there is only one means of testing the 
strength, and that is the application of pressure. The many 
ways in which this can be applied may be classed under two 
heads, viz. , by steam and by water. 

To those who have not been accustomed to it, it may appear 
the height of madness to test a boiler first by steam in order 
to ascertain if it be safe at 50 or 25 per cent, lower pressure, 
as the case may be. This however is to some extent done, but 
it was once the common practice at many of the boiler works 
and railway works throughout the country. This practice is 
neither more nor less than an attempt to explode a boiler in the 
repairing shed or boiler yard, to see whether it will not ex- 
plode on the line or at the works of the purchaser. Notwith- 
standing that hundreds or thousands of boilers h .ve successfully 
passed through this ordeal, the danger of which is usually 
aggravated by caulking and hammering all the time at leaky 
rivets and joints, the principle is inherently bad, and no 
amount of success which hitherto may have attended it can 
render the practice justifiable. 
In favour of testing by steam, it \a ar$a»& \kfcV\\.\fc\toa *soly 
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method by which the conditions of strain can possibly be the 
same as those under which the boiler is worked. No doubt 
this is in the main true, but the steam test should only be 
applied after the strength of the boiler has been ascertained by 
testing with water. 

With regard to the various modes of testing by hydraulic 
pressure, that commonly adopted is to pump water in until the 
desired pressure be reached. The condition of the joints and 
rivets is then looked to, and any very conspicuous distortion or 
defect probably noted. This is on the face of it only a slip- 
shod and altogether unsatisfactory manner of making the test. 
Of course, it will depend upon the construction and size of the 
boiler, and existing circumstances of situation, accessibility, <fcc, 
which is the best course to pursue in any given case. In re- 
testing boilers on their seating that have been some time at 
work, and whose condition has previously, but at no distant 
period, been ascertained by careful test and examination, the re- 
testing will be sufficiently satisfactory, if, when the pressure is 
put on the gauge remains stationary, thereby indicating the 
absence of leakage. At the same time, it is always advisable to 
examine the flues and rest of the boiler that may be accessible 
whilst the pressure is on. 

In testing a new boiler, before the pressure is applied, the 
various parts should be measured and gauged, and the results 
carefully noted. In Cornish and Lancashire boilers each belting 
of plates of which the internal tubes are made up should be 
accurately gauged across the diameter, both vertically and 
horizontally, particularly if the tubes are somewhat ovaL The 
exact spots where the measurements are taken are best in- 
dicated with accuracy, by marking them with a centre punch 
and the dimensions at each place should be written on the 
plate or othewise carefully noted for checking when the pres- 
sure is on. Sometimes, however, the more troublesome plan is 
used of making a separate rod gauge for each measurement. 

It is very troublesome and difficult to measure and re- 
measure the circumference of a large boiler shell with any 
degree of accuracy by steel tape lines or other means. The 
amount of permanent set in cylindrical shells is usually so slight 
when the boiler is not injured by the test, as to be scarcely per- 
ceptible with the rough means employed to measure it. Most 
attempts to carryiug out the system of gauging *&» <axss*w»?* 
ference have in consequence proved. \mfc&\A&fo<i\»ors,> «ci^ \»?»^ 
been abandoned after a short triaL Tn© *>«*<& ot ^* \r««b«» 
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on flat surfaces, stayed or unstayed, however, admits of accu- 
rate measurement with simple appliances and with little trouble. 

After the test pressure has been maintained some time, the 
measurements previously obtained should be checked, and any 
extension, distortion, bulging, <fec., carefully noted. Then, 
again, when the pressure is relaxed, which may be done sud- 
denly, it should be ascertained whether any changes of shape 
that may have been found are permanent or not. If there be 
any permanent enlargement or distortion, even of the slightest 
degree, it should be satisfactorily examined to decide whether 
it is due to the elastic limit of the material having been ex- 
ceeded or to mal-construction. There are cases, as, for instance, 
with fiat surfaces, where a permanent set might take place and 
which would be quite safe at the ordinary working pressure. 
This is especially the case with stayed surfaces, for it seldom 
happens that each stay in a series takes its due proportion of 
load until the stays have been stretched or the plates distorted 
by the pressure. 

But cases of a permanent flue tube distortion or flattening, 
must always be treated with the greatest caution, since the 
change of shape is liable to become aggravated on a subsequent 
application of the same or even a less pressure. In all cases 
where a permanent set is discovered, the test should be repeated 
again and again if necessary, to ascertain if the set becomes 
increased. 

Some advocate the method of marking the leaky seams and 
rivets when the full pressure is on, and then reducing the pres- 
sure for caulking. This may appear, however, an unnecessary 
precaution when testing with water, yet it should always be 
rigidly carried out when testing by steam. The jarring caused 
by the caulking is no doubt liable to start the seams and cause 
fresh leakage when the shell is under severe stress, and in all 
cases it is perhaps better to reduce the pressure whilst the 
boiler is being caulked. 

Many recommend the employment of hot water for testing, 
since it assimilates the conditions of stress to those the boiler is 
exposed to when at work. However, the nearer the heat 
approaches to the conditions of working, the less capable is the 
boiler of being gauged and examined, in consequence of the 
presence of the very heat that is recommended. This fact con- 
demns, in the writer's opinion, the method of using very hot 
water, as a hydraulic test is comparatively worthless without 
careful examination at the same lime. 1Yaa o\*V£&a^tabot 
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testing applies most strongly to tabular boilers where the large 
tubes are likely to be the weakest portion of the structure, and 
should consequently be the most carefully examined under pres- 
sure. Moreover, the effects produced by the uniform expansion 
of the whole boiler in using hot water for testing are in many 
cases very unlike the local expansion of the plates and 
other effects produced by the fire and hot gases. 

A plan has been proposed and in some few cases adopted of 
filling the boiler with water, closing every outlet and putting a 
fire to it. As water expands about -§\ in volume in rising from 
60° to 21 2°, the rise of temperature as the water becomes heated 
will cause a corresponding increase of pressure, and from the 
regularity with which the pressure rises the condition of the 
boiler can be decided, any jerks or starts of the gauge hand 
being considered to denote weakness, the soundness, on the other 
hand, being indicated by the steady rise of the pressure gauge. 
In using this method of testing, there will be some difficulty in 
regulating the fire so as to impart the heat in a uniform and 
regular manner, and also some difficulty in maintaiuing the tem- 
perature for any length of time exactly at the point to cor- 
respond with the desired pressure. The use of this plan would 
of course forbid the examination duriug the test, at least of the 
heating surface, and it is very doubtful whether the rise of 
pressure would be so irregular in most cases as to attract 
attention in the event of any portion becoming overstrained. 

It is most important that any permaneut increase of volume 
should be detected and the following plan for this has been 
proposed : After the boiler is filled, the quantity of water 
forced in to raise the pressure is accurately ascertained. On 
removing the pressure the boiler will contract more or less, and 
the amount of water forced out, if less than that forced in, will 
be considered to indicate a permanent dilation of volume. The 
air in the boiler, to say nothing of that present in the water 
which, however, could be removed temporarily by boiling, would 
in most cases destroy the accuracy of this test. In most boilers 
there are so many places for the air to lodge about the highest 
points as to cause its entire removal no easy matter. Besides, 
any leakage during the test would falsify the result obtained by 
measuring the water, and the springing of the plates on release) 
of pressure would be apt to dislodge more than the amount of 
water clue to contraction of volume alone. 

In whichever manner a boiler is tested, too£Cfc*.\> <»afc ««N&Rfc 
be exercised in obtaining the exact uaioxuft oi ^-wrsw* *>«*► 
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ployed. The weighting of safety valves is quite unreliable 
when water pressure is used, and dial gauges are too apt to get 
out of order to be implicitly trusted when only a single gauge 
is used. Several curious but serious accidents to boilers have 
happened through relying upon the indications of a single 
pressure gauge when testing by hydraulic pressure. 

Although a boiler cannot be exploded when water pressure 
alone is used, a few serious accidents have occurred from the 
springing of the plates on their giving way under hydraulic 
test. This is more likely to occur with steel than with iron 
plates. The spring upon the material, together with the ex- 
pansion of the compressed air have been known to cause a steel 
plate to double right back when it has been fractured in testing. 

There are many who oppose the system of testing boilers by 
hydraulic pressure on the ground that it does not tell us the 
actual strength of the boiler after alL But the same objec- 
tion may be urged with equal force against the use of a steam 
test, and the reply to this objection is twofold : 1, the test is 
not meant for perfectly sound boilers, but for the detection of 
weakness, which is usually local, and if carefully conducted, the 
test gives us positive evidence of the presence or absence of such 
weakness, and of the safety of the boiler at the pressure it is 
intended to work at, so far as the pressure per se is concerned. 
2, In order to ascertain the actual strength of a boiler, we 
should have to burst it, or at any rate so far strain it as to 
render it worthless, which no sane person would demand for a 
boiler he intends working. 

There is, however, a more sensible argument that applies 
equally to steam and hydraulic tests, viz. : — A boiler may be 
strained without detection, beyond its elastic limit, either locally 
or generally by the test pressure, so as to render it unsafe at 
the lower working pressure ; or, in other words, a high test 
pressure may render a boiler unsafe which would otherwise have 
been safe at the lower pressure used in working it. It is feared 
that any weakness may be aggravated by the test without being 
disclosed by it. Such a case is certainly within the bounds of 
probability, and the fact of its possibility should urge the 
expediency of close inspection whilst the boiler is under pressure. 

The danger of seriously injuring the strength by using an 

excessive test pressure is most likely to occur in the case of 

tubular boilers, where the distortion of the large tubes becomes 

rapidly aggravated by a loweT pressure than, that to which the 

distortion in the first place may b.av©\>fcw. &aft* 
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We come now to the question, — How long should the test 
pressure be maintained ? On the one hand, by keeping it on as 
short a time as possible any serious straining may be prevented 
and save a weak boiler, but on the other hand, by maintaining 
the pressure a considerable time — say half an hour or more, it 
may lead to the detection of weakness which would otherwise 
escape unobserved. As to the first of these contingencies, a 
boiler, especially if new, should not be considered sound if 
unable to bear a pressure considerably in excess of its working 
pressure for a considerable length of time ; besides, a test of 
short duration is incompatible with efficient inspection. Want 
of tightness in the joints is often revealed by leakage, only 
after the pressure has been applied for some time. In expla- 
nation, it may be stated that the steam or water leaking from a 
joint does not always find its way between the plates imme- 
diately opposite the point of issue, but the actual source of 
the leakage, as we may call it, is at some point perhaps several 
inches distant, whence it requires a considerable time to force 
its way to the point where it makes its appearance. There can 
be no doubt that, from the manner in which boilers are usually 
put together, the internal pressure is not equally resisted by 
all parts of the shell, and produces an undue and often very 
severe strain on one plate or portion of a plate. This is 
probably the cause of many leakages that occur, and which only 
44 take up" after the plate becomes stretched and relieved of 
the extra strain, and it is therefore advisable in testing, to 
allow the pressure to act long enough to stretch such weak 
portions. 

As to whether a boiler is strained most severely by steam or 
by hydraulic pressure, this will be found to resolve itself almost 
entirely into a question of construction. 

A boiler under steam is often strained, especially in a longi- 
tudinal direction, more by the greater dilation of the tubes 
compared with the shell, or by the unequal expansion of the top 
and bottom of the shell than by the actual fluid pressure. In 
fact, it would not be difficult to design a boiler that would 
explode violently with 30 or 40 lbs. of steam pressure, and 
which would not be unduly strained by 200 or 300 lbs. of 
water pressure. The persistent leakage at the shell ring seams, 
along the bottom of horizontal internally fired boilers without 
external flues, is usually ascribed to the differed* VsktexK^wtatoMA 
of the water and steam at the bottom onA w$ ol VSckftVsa^s^O^ ^ 
in some cases the leakage is princvpa&y cutxafeA Vj ^*\<awg* xl8 ' 
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dinal straining of the bottom of the shell, due to the greater 
expansion of the tubes, especially when the firing is forced in 
getting up steam after the boiler has been at rest. As this 
straining would not take place in testing the boiler by hydraulic 
pressure in the usual manner, this leakage would not be pro- 
duced. It follows from the above considerations, that a 
hydraulic test might fail to indicate weakness which would be 
produced and made apparent by steam pressure. 

It is often much more difficult to keep a boiler perfectly 
tight, and free from oozing at the rivets, plate edges, stays, and 
tube ends under a very high water pressure than under an 
equal pressure of steam. This is probably owing to the fact, 
that the high temperature in the latter case tends to close the 
joints, and with certain kinds of water any slight oozing is 
found to take up by the opening becoming closed with deposit or 
corrosion, which is induced by the high temperature. 

It is sometimes urged, that the severe percussive or dynamic 
force produced by the sudden raising of steam by hard tiring, 
or by suddenly opening and shutting the valves and cocks, 
strains a boiler more than the dead static pressure which is 
supposed to be exerted in employing the hydraulic test. But 
instead of the hydraulic test being a mere dead pressure, the 
rapid working of the pump often produces a severer sudden 
strain than can' well be produced when there is an elastic 
cushion of steam in the boiler, and when the pump is carelessly 
used the inelastic property of the water may render the water 
test unduly severe. In order to obviate any severe shocks in 
using the pump, the connection between it and the boiler 
should be made of a very small area. 

In supplying the boiler with water for testing, some engineers 
always stop the outlet 3 from the boiler before it is quite full, 
and so retain a quantity of air to act as a cushion when the 
pressure is applied by the pump. 

Although the system of testing boilers by hydraulic pressure 
to a point considerably above their working pressure has many 
opponents, its value is attested by the numerous legislative 
enactments in force for its employment abroad. In most 
countries the law is more lenient towards old than new boilers, 
and is not so severe with multitubular as with other boilers, so 
far as the degree of pressure to be applied is concerned. 
The reasons for this have been indicated in the last chapter ; 
it may, however, be further remarked that in the case of an 
old boiler of whose condition there may Vifc fcom* ^A^VsvaY^^&a 
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hydraulic test should not he applied until its form and the 
strength of plates, as measured by the thickness, have been 
ascertained by inspection, where this is possible, in order to 
guard against overstraining. But when this is impracticable, 
as in many multitubular boilers, one and a half times would 
be safer than twice the working pressure for the limit of the 
test. 

A boiler that has been at work for some time, and has thus, 
in a manner, proved its capability of bearing a given pressure, 
may be considered safe if it will stand a test of one and a 
half times its working load ; even if it has been overstrained by 
the test, it may still be considered safe for a limited time. 
The effects of overstraining would probably be detected on a 
repetition of the test, after the boiler had been working some 
time, aud this appears to be an argument in favour of perio- 
dical testing, especially when a reliable inspection cannot be 
made. 

The inspection of boilers should commence at the works 
where the plates are manufactured, where alone many circum- 
stances connected with their quality can be ascertained. 

Many new boilers proved tight and sound on testing at the 
makers', have been damaged in their subsequent lifting and 
transit, and still more have been seriously damaged by getting 
up steam too hurriedly the first time for regular work. 
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CHAPTER XII. 

BOILEK EXPLOSIONS. 

Safety or freedom from liability to explode is the first con- 
dition to be sought in using a steam boiler. That this con- 
dition is far from being universally attained, is but too well 
proved by the frequent occurrence of disastrous explosions. 

It was formerly the rule which, unfortunately, still to some 
extent prevails, to attribute explosions to occult causes. Such 
phenomena as electricity, generation of explosive gases within 
the boiler from the decomposition of steam, the instantaneous 
flashing of a large body of water into steam, accounted for by 
the spheroidal theory or from the superheating of water purged 
of air, great deterioration in the quality of the plates from 
chemical changes, and mysterious overheating and superheating 
have been from time to time urged as causes of boiler explo- 
sions, and usually with a confidence and persistence in the 
inverse proportion to the fitness which would qualify their 
propounders to speak of them. Unwillingness to know the 
true cause of an explosion on the part of those interested, as 
well as inability of others to scrutinise the facts of the case, 
liave, no doubt, been the means of perpetuating much of the 
speculative nonsense that has been promulgated on this subject. 

In this country it has been mainly through the researches 
and efforts of Sir W. Fairbairn, the engineers of the Man- 
chester Steam Users' Association, and more recently the engi- 
neers of the Boiler Insurance Companies, that explosions have 
been stripped of the mystery in which they were shrouded, and 
have been ascribed to their true cause. As a rule, steam boilers 
explode from one cause alone — overpressure of steam. The 
term overpressure is here used not relatively to the working or 
blowing-off pressure, but to the strength of the boiler. It 
often happens that boilers are too weak for the pressure they 
are worked at, and no accumulation of pressure beyond this 
is requisite to bring about their de«to\icVi\oii. TSVl* ^x^xuKtaAic* 
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of a boiler being unfit to bear its working pressure may 
be due — 1, to its original design and power of resistance not 
being understood by those who fix the pressure it works 
at, a common occurrence, arising from ignorance ; 2, to the 
strength, although originally sufficient to bear the working 
pressure, having been gradually reduced by wear and tear, 
in which case the error is due to negligence ; 3, to the 
strength of the structure becoming suddenly overtaxed and 
diminished, as by sudden unequal contraction, caused by unfore- 
seen circumstances or neglect, when its escaping detection until 
too late may be due to negligence, or, perhaps, in extremely 
rare cases, to those nondescript causes that swell the chapter 
of accidents, from which the carrying on of human affairs appears 
to be inseparable ; 4, to defects in workmanship or material, 
whose presence, in the great majority of cases, can be detected 
by proper inspection and testing, but which may happen in 
rare cases to escape the closest scrutiny, and must be placed in 
the list of humiliating circumstances which remind us of our 
fallibility. 

If we examine these heads more closely, we shall find — 
1, that ignorance of the principles of construction is exhi- 
bited in allowing large flat surfaces to exist without staying, 
or in wrongly applying intended means to strengthen them. 
Gases are met with of Cornish and Lancashire boilers converted 
into plain flat-ended cylindrical boilers, where the neglect to 
provide for the loss of strength due to the removal of the 
through tubes can only end in disaster. In some descriptions 
of internally fired and furnace boilers, the flue tubes, instead of 
passing from end to end are taken through the shell side, or are 
made of a horseshoe shape. Their efficiency as longitudinal ' 
stays is thus done away with, and when no other stays or 
means of imparting strength are substituted — by no means a 
rare occurrence — explosion is likely to follow. 

The following are examples of ignorance of design that have 
led to explosion : — Application of inefficient diagonal stay bars ; 
stay bars attached diagonally to furnace tubes ; longitudinal 
stay bars rendered useless by being bent, or arranged without 
strutting to clear floats, feed pipes, <fcc. ; girder stays of flat- 
topped fireboxes and combustion chambers cut away in the 
middle to clear steam pipes, &c. ; absence of stay bolts in flat 
fireboxes where needed, or stays not made sufficiently *fcro*%\ 
attempting to strengthen flat end p\atea Vy %\tfteiiYR% Vx^wA <& 
staying; absence of encircling &treii&tYueiftn£ ra^ **> V<ws^ 
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round large tubes ; removing these hoops for fear of leading to 
overheating ; hoops applied in halves without having their ends 
attached to complete the circle ; angle iron hoops partially cut 
away to clear obstructions ; hoops applied to elliptical tubes, 
as though their efficiency were equal to similar hoops round 
circular tubes ; application of too numerous carrying brackets 
to the sides of externally fixed boilers, so as to interfere with 
the freedom to expand and contract ; cutting away the shell- 
plates for manholes, domes, and other mountings, without 
making adequate provision for the loss of strength involved ; 
rigidly attaching boilers to seats or frames, as in locomotives ; 
omitting to stay oval or large circular combustion chambers to 
shell sides ; omitting to provide large weak boiler shells with 
valves opening inwardly ; omitting to allow for spring in the 
end plates for the expansion of the through tubes in long 
vertical boilers ; omitting to provide against collapse of the 
closed crowns of the flue tubes in some kinds of vertical furnace 
boilers ; omitting to tie or stay the weak flat bottoms or topi*, 
as the case may be, or vertical furnace boilers ; omitting to tie 
the sides of some descriptions of dry bottom furnace and 
Butterly boilers. 

2. The defects that arise gradually from wear and tear, such 
as wasting by corrosion and grooving, and which are likely 
to seriously impair the strength of the boiler, have already 
been discussed under "Wear and Tear." 

3. The strength of the structure, originally sufficient for the 
pressure, can only become suddenly reduced to a dangerous 
degree by overheating, or overstraining through too sudden 
cooling or excessive expansion of flue tubes. Overheating may 
be caused by shortness of water ; by accumulation of deposit 
or foreign matter on the furnace or flue plates and tubes ; by 
defective circulation ; by the metal being too thick near the 
Are, or by the heat being very intense and concentrated, when 
even thin plates with moderately pure water are liable to dete- 
riorate ; by the accumulation of air and steam in the upper 
parts of the tubes or cells of " tubulous " and " unit " boilers, 
from which it cannot escape, in which case the design of the 
boiler is at fault. 

Shortness of water may be due to leakage of joints, valves, 

or mountings below the water line, or by taps or valves being 

carelessly left open. It may also be due to excessive priming, 

or, in vertical boilers containing little water, to a sudden and 

azcessive demand for steam. It is aomdim^ tomsa&.\s3 tt&u*^ 
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in the feed supply, either through sheer neglect to turn on the 
feed in sufficient quantity, or through some accideutal or wilful 
stoppage, breakage, or detachment of pipe. The back pressure 
valve sticking or becoming inoperative, or absence of any back 
pressure feed valve, when the water may be forced back through 
the feed apparatus, or syphoned out from one boiler into 
another, has often led to shortness of water. It may also be 
indirectly due to the water gauges, floats, &c., being allowed to 
get into such bad condition as to be unreliable, and lead to a 
false reading of the water level. 

Accumulation of deposit is usually produced by bad feed 
water. It may take the form of solid hard incrustation, or of 
a thick adhesive paste, lying only in certain parts. The accu- 
mulation may also act only in thickening the water, which is, 
however, usually the most dangerous form, as its presence is 
then least suspected. Foreign matters of various kinds are 
often added intentionally to remove incrustation, and are 
sometimes inadvertently left within the boiler after repairs or 
cleaning. The accumulation is promoted by making the boiler 
inaccessible for its removal, and by defective circulation. 

Defective circulation may be due to the design of the boiler, 
from its having too cramped water spaces, which defect becomes 
aggravated by accumulation of incrustation ; from water tubes 
being placed horizontally or with insufficient inclination ; from 
the convection being impeded by overcrowding of tubes, or 
placing them too close over furnace crowns, and from having 
too large a body of dead water lying below the heating surface. 

Too great a thickness may be due to the use of excessively 
thick plates ; to making the amount of lap excessive ; to bad 
arrangement of furnace strengthening hoops, to careless patch- 
ing, and to the injudicious application of stays and top hamper 
on flat firebox and combustion chamber crowns. 

The heat may be too intense aud concentrated, like a blow- 
pipe flame, as with some arrangements of furnace boilers, where 
the furnace throat is short, and the hot gases are delivered 
right on to a plate of the shell or tube, which may be thereby 
gradually distressed and weakened, or rapidly burnt by the 
heat driving the water off the surface. The upper portions of 
horizontal or inclined water tubes being filled with steam, are 
liable to become overheated and destroyed, either slowly or rapidly, 
according to the intensity of the heat they are eK£oiA&. \a. 

The portions of flue tubes passing tforoug\x ^fc starve*. «^»r» *& 
vertical boilers, both large and smaU, esj»ec\»S\7 ^^^ *kft »x<s* 
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of firegrate is large in proportion to the heating surface, are 
liable to overheating and collapse. This renders the working 
of small vertical internally fired boilers with chimney flues tin- 
safe when an unusual demand for steam arises, since the forcing 
of the tires is liable to raise the temperature of the flue plates 
to a dangerous degree. Small boilers of this class are almost 
invariably employed where weight and space are limited, but 
they should only be used for easy and regular work. 

Cases of overstraining through sudden cooling and excessive 
expansion, have already been considered in the chapter on 
" Wear and Tear." It is obvious that overheating from accu- 
mulation of deposit is most likely to occur in plain cylindrical 
externally fired boilers, as the deposit falling from the sides is 
apt to become thick on the bottom plates exposed to the flame, 
or even over the fire. The same result may happen, however, 
when internally fired tubular boilers are very short in propor- 
tion to the size of firegrate, since the gases may be still 
intensely heated before passing underneath the boiler bottom. 
In fact, such a boiler is exposed to some of the same risks as an 
externally fired boiler. 

4. Defects of workmanship and material are most liable to 
escape detection in small veitical boilers and in multitubular 
boilers of the locomotive and other types where the inside 
cannot be examined unless the tubes are removed or the boilers 
are partially taken to pieces. The defects in workmanship 
usually found are carelessly punched and fractured rivet holes, 
burnt or broken rivets, plates damaged by burning, or fracture 
in flanging, dishing, bending, welding, hammering, and punch- 
ing, in the boiler yard or during repairs ; defective welding of 
plates and stays, fractures in the ends of brass aud small iron 
tubes, and carelessly-secured stays. Old plates are frequently 
seriously damaged by patching them with new plates, in the 
process of removing the rivets, in putting on the new patch, 
and also by the greater expansion and contraction of the new 
plate, when the boiler is at work, especially when it is over 
the fire. 

Defects of material, such as blisters, lamination, and those 
arising out of the insufficiency in size of the slab from which the 
plate is cut and adhesion of sand or cinder in rolling can some- 
times, but not always, be detected by inspection. Brittleness 
of material, unless it be glaringly bad, can seldom be dis- 
covered by ordinary inspection after the construction of the 
boiler ia completed. 
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Boilers of the full calculated strength are often exploded by 
an accumulation of steam pressure beyond that assigned to 
them. 

The overpressure may be due to the total absence, or in- 
adequate size or lift, of safety valves or self-acting means of 
escape for the steam or to the communication between the 
safety valve and boiler being shut off by some valve or other 
means. Such an accident may occur when the safety valve is 
injudiciously placed on the steam pipe, beyond the steam shut- 
off valve. When the safety valve forms one of a cluster of 
mountings on one pipe or branch from the boiler, it is 
a common practice during cleaning and repairs to plug up 
the aperture of the pipe from the inside, to prevent the drip- 
ping of water on those engaged inside the boiler. Now, the 
risk there is of neglecting to remove the plug, and so endanger- 
ing the safety of the boiler should never be incurred. The 
safety valve should, therefore, be always applied as an indepen- 
dent mounting. 

Overpressure may arise from the safety valve being recklessly 
overweighted, by increasing the length of the lever, or the 
amount of the weight on the lever in valves of this construc- 
tion. It may be caused by screwing down, tying or wedging 
fast the lever or dead weight ; by the sticking fast of the 
lever, valve, or spindles in connection, and by the escape pipe, 
when there is one, becoming plugged up by the water freezing 
or other accident. 

Safety valves of the ordinary lever construction offer the 
greatest facilities for overweighting, which is sometimes re-sorted 
to when the valve is not tight at the working pressure, through 
faulty design, or for want of re-grinding or proper attention. 

Overweighting is also resorted to in order to make the blow- 
in g-off pressure agree with the telling of a defective pressure 
gauge, or from sheer laziness on the part of the firemen when 
the wish is to save trouble in attending to the boiler. The 
facilities and temptations for overloading may be diminished by 
cutting the lever to the shortest length admissible, or when 
spring balances are used, by preventing the possibility of screw- 
ing down beyond a certain point by the application of ferules 
or other means. By placing the safety valves in a conspiouous 
and open position, so that the addition of irregular weights 
may be at once detected and the wedging ox Vj\r^ ^w»^ *«*>- 
dered difficult, the temptation to ov«r\o«A Vfoa ^\nw Sa> *«&»»«&• 
The use of dead- weight valve*, o£ &00& co\»vt^vo\^ 
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stationary boilers, renders overloading to a dangerous degree 
no easy task. 

A common practice, where little attention is paid to boiler 
management, is to wedge down the valve, by inserting a chisel 
or other suitable article between the lever and top of the guide 
through which it passes. 

The sticking fast of the valve may be due to the metal of 
the lid and seat seizing or wedging tight together, by long 
contact or excessive pressure ; to the bending of the central 
spindle, or wedging tight of feathers and guides, by expansion, 
or by the thrust from the spindle or double eye not acting per* 
pendicularly on the valve lid, or by this spindle under the 
lever sticking fast in the bonnet or stuffing box, when the valve 
is of the closed-in description. Sticking fast of the lever is 
often caused by the corrosion of the double eye and pin at the 
fulcrum end. In order to avoid this corrosion the double eye 
and pin, and in some cases the lever, are best made of gun 
metal, or worked on a knife edge, if the condition can be easily 
ascertained at any moment. It is a mistake to use much 
grease to the safety-valve lever joints, where there is much 
coal dust or dirt, as the grease rapidly becomes converted into 
a sticky mass, that clogs the action of the lever instead of 
aiding it. 

In order to lessen the risk of overpressure from the safety 
valve becoming inoperative, every boiler should be provided 
with two safety valves, one of them at least being of the 
external dead-weight type, for stationary boilers. Lock-up 
valves cannot be recommended, as they become useless unless 
frequently eased off their seats. 

Other circumstances are to be met with besides gradual ac- 
cumulation of steam pressure, that may possibly bring about 
the destruction of a boiler strong enough to bear the ordinary 
pressure at which the safety valves blow off. The conversion 
of the static pressure into a dynamic force, by suddenly 
opening or closing a large steam valve or safety valve, may pro- 
duce a violent rush of steam and water against the part of the 
boiler whence the steam is drawn. The percussion of the water 
and steam in such cases has been known to shake the whole 
fabric of the boiler. When produced by the sudden opening 
of the steam junction valve, the percussive action has been 
known to lift the safety valve momentarily right off its seat, 
Although more than six feet distant from the point of sudden 
4tfux 
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A few cases are recorded of boilers being damaged and 
heating apparatus destroyed by the detonation of explosive 
mixtures in the flues. Gases are formed and accumulated 
under certain conditions, from the slow distillation of the coal 
when the damper is closed. On the fire door being suddenly 
opened the rush of air mixing with the gas and becoming sud- 
denly ignited produces an explosion. Harmless explosions of 
this kind on a small scale are very frequent, and it is difficult 
to explain how violent explosions are not more frequent than 
they are. The disturbance of a boiler under steam by such a 
detonation might so strain it as to bring about an explosion at 
the ordinary working pressure. Cases have occurred of exter- 
nally fired boilers, standing empty for cleaning, being seriously 
injured by an explosion of gas, which has found its way through 
some opening where the valves have been open or fittings 
removed. On a lighted lamp or candle being applied to the 
manhole, the mixture of gas and air has exploded with a loud 
report and fatal result. 

Explosions of locomotive boilers have been brought about by 
the fracturing of the shell, caused by the dome being carried 
away in coming in contact with tunnels or overhead bridges, 
or by the shell being pierced by a broken connecting rod when 
running. 

Several cases have occurred of the so-called simultaneous 
explosion of two or more boilers working side by side. This is 
usually brought about by the explosion of a single boiler in 
the first instance, from being too weak to bear the steam pres- 
sure, when the projected portions coming in violent contact 
with the other boilers under steam, and producing rupture, 
cause their explosion. 

When a boiler gives way from overpressure or sudden con- 
traction, a rent may be formed or a piece of plate blown out. 
The former is the most usual manner of yielding ; but in both 
cases it will depend upon the strength, nature, and arrangement 
of the material bounding the initial fracture as well as its 
position, and also upon the pressure, temperature, and amount 
of water and steam in the boiler, whether the contents will 
gradually escape through the opening already made, or whether 
in their violent rush they will increase the extent of opening, 
and make it easy for the steam behind to tear the boiler into 
several pieces, and cause a violent explosion. 

Now to make this more clear, we a\\aW. ta& eowai\«t \"k» *"«*- 
fluence oi the position of fracture. VLaxs? <»&** Vw^ wwsoxmfc* 
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of manhole lids on the crowns of horizontal boilers being blown 
aloft, either from defect of fastening down or defect of material 
When the manhole is properly fortified with a mouthpiece or 
ring the cover is projected aloft, the contents gradually escape 
through the hole and the boiler is left on its seat (if this be 
sufficiently strong to withstand the recoil), and probably no 
further damage is done, except to the boiler-house roof. 
Should, however, the same accident happen to a manhole cover 
underneath the boiler, placed near the ground, the effect will 
be very different, and it will depend upon the weight of the 
boiler and water contained, size of manhole, pressure of steam, 
and distance of aperture from the ground, whether the boiler 
and its contents will be merely raised a little from its seat, 
or whether it will be shot aloft like a rocket by the unbalanced 
pressure on the discharge of steam. If the manhole were in 
the side of a vertical boiler, and near the top, the blowing off 
of the lid into an open space in front would probably topple 
over the boiler if it were not well supported. 

Again, if the manhole in our first case were without any 
provision for strengthening the plate surrounding it, and if the 
edges of the plate were reduced in strength by fractures or 
corrosion and wear, the rush of steam and water, on the lid 
blowing off, would probably start a rent in the shell, which a 
high pressure within the boiler would continue along the lines 
of least resistance, and the result would be a violent explosion, 
the severed plates being carried in different directions. 

The remarks respecting the blowing away of the manhole 
cover apply also to the case of a piece of plate being blown 
out. 

It is easy to conceive how an incipient rent in a plate may 
be carried on by the same pressure that would be insufficient to 
commence the rent, when we remember how easily a piece of 
stout paper or cloth is torn through when a rent is made, ever 
so Blightly, either at the edge or in the body of the material, 
or how easily a stick or cane is torn in two when a nick is 
made in the end. In all such cases the apparent weakness of 
the material at the initial fracture is due to the unequal man- 
ner in which the divellent strain is distributed over the fibres 
of the material when the rent is once begun. 

When the boiler plates are brittle, the vibration caused by a 
sudden jar, such as is produced by a sudden rush of water and 
steam, may also have effect in continuing a fracture once begun 
in a manner similar to that which csvviae» \fjia8» &\A <^^\sn.\&* 
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materials to break up bo rapidly, once they are slightly 
fractured. 

When one or more portions of a boiler have been separated 
from the rest, and have been lifted and set in motion by the 
pressure, it is easy to conceive how the quantity of steam 
behind given off from a large body of water at a high tempera- 
ture can propel them to a great distance. The manner in 
which large masses of plate are completely flattened out shows 
that the disruptive force has been exerted in all directions, and 
not merely in one line to which the first rush of steam and 
water has taken place, as has been assumed by some writers on 
this subject. 

If a cylindrical shell plate, gives way by rending through a 
line of rivet holes, or along a line of grooving or external 
corrosion, it will greatly depend upon its mode of connection 
with the adjoining belts of plates whether the rent will extend 
further than one plate. In the first place, if the rent should 
occur at a lougitudinal seam, either through the rivet holes 
or at the edge of the overlapping plate, in a boiler where 
the riveting extends in a continuous line from end to end, it 
will probably pass right along through several plates, although 
they may be strong compared with the plate where the fracture 
commenced. Should, however, the weak line stop short at the 
edges of the plate, as when the longitudinal seams break joint, 
on giving way, the pressure tending to flatten the plate out will 
cause the rupture to pass through a line of transverse rivet 
holes or tear off the rivet heads, if the ruptured plate be out- 
side the other plates at the ring seam ; but should the overlap 
of the fractured plate be inside the other plate, the flattening 
out will be resisted, and the longitudinal fracture will probably 
extend to the next plate, still retaining a longitudinal direction 
or striking off in a diagonal direction, according to the position 
of the line of least resistance, which will be varied with the 
manner in which the plate opens out. 

Referring to the first of the two cases just considered, such 
a plate opening out near the crown of a horizontal boiler, or 
in any part of a locomotive or vertical boiler where the steam 
and water have plenty of room to escape, will probably only 
cause damage by the issuing contents, the rest of the boiler 
remaining undisturbed. But if the rent occur where the 
escaping steam and water come in immedi&to <ttrota&\> ^r&b. %» 
heavy inert mass, as, when the p\at*» rand. V&«\ta *• fc»»- ^^ 
probable consequence will be that the coi&nP& «te»sa> ^r&. ^ xQr 
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long the transverse fractures, until the boiler is separated into 
two or more pieces, and project, one or all, to some distance. 

Transverse seam rips, which occur most frequently in exter- 
nally fire boiler*, have already been treated of under the head 
of " Wear and Tear." When these rents occur on the bottom, 
during the working of the boiler, and the weight of the shell 
aud its contents is very great, the recoil frequently raises one 
end, when the boiler separates, and the lightest or freest' por- 
tion is projected endways to a distance. 

The absence of longitudinal stays or ties in most externally 
fired boilers increases the facility of the ends to take leave of 
each other when once the shell is divided. Should the weight 
of the boiler and contents be small compared with the pres- 
sure, the recoil will probably project the whole boiler aloft, 
when the expansion of the steam will further separate it, and 
the pieces will fall in different places. 

If the seam rip be confined to a short length, the pressure 
may be gradually released, without lifting the boiler from its 
seat at all 

These seam rips on the bottom are sometimes caused by the 
sudden contraction of the plates on filling the boiler with cold 
water whilst the bottom is still hot after emptying. When not 
detected before the boiler is set to work again, the rent may be 
gently enlarged, as the pressure rises, and allow the contents 
to escape gradually, without lifting the boiler. Oases have 
occurred where these seam rips, produced by too sudden cool- 
ing, have been of such a size as to allow the water to escape 
from the boiler as quickly as it entered, on attempting to refill. 

When a horizontal flue tube collapses entirely, without 
fracturing to any great extent, the pressure is usually relieved 
by the steam escaping through the started seams and small 
fractures. If such a collapse be sudden, there may be a severe 
concussion of the air, but no violent explosion, the boiler shell 
remaining unmoved. But should the tube fracture considerably 
without parting in two as it collapses, the effects may be very 
serious, from the rush of hot water and steam. When the 
rush is towards the confined back end the boiler may be pro- 
jected forward by the recoil ; aud, on the other hand, if the 
contents escape most readily from the front end, the boiler may 
not be moved from its seat, but the rush of hot water will be 
liable to cause all the disasters of an explosion, especially when 
the boiler is in a confined situation. If the tube on collapsing 
he broken in two, aud its efucasy a» a, \o\x«\W&\xtf\ *\»$ 
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be destroyed, one or both ends of the boiler, may be blown 
out along with the tube and part of the shell attached, or 
broken off, where the ends are not well stayed to shell. 

In locomotive boilers a collapse of the firebox top plate or 
yielding of the crown plate in furnace tube vertical boilers, 
and fracture round the furnace bottom plate, by which the con- 
nection with shell becomes severed, are liable to lead to violent 
explosion, as the reaction consequent upon the downward rush 
of the contents will carry the boiler aloft. 

In investigating the cause of a complicated explosion, the 
relative weights, positions, shapes of the scattered pieces, and 
the direction taken by them must first of ail be carefully noted, 
and their original positions in the boiler be assigned to them, 
along with the positions of the different mountings, manner of 
staying, and absence or presence of means for strengthening 
doraeholes, manhole, tubes, combustion chambers, <fcc. The 
original shape of the shell and large flue tubes should be ascer- 
tained as accurately as possible. The primary rent is then 
to be sought for. In many cases the direction taken by the 
heavier pieces is a guide to this, as the fractured plates, if 
free to move, will shoot of, the light pieces along with and in 
the direction of the first rush of steam, and the heavier pieces 
in an opposite direction. 

That this, however, is not always the case is obvious, as, for 
instance, when the boiler turns over before separating, or where 
the direction a piece of the shell would take, if free to move, 
is changed by part of it clinging for a time to the larger mass 
to which it may be attached. 

All the edges of the plates and angle irons along the lines of 
fracture should be carefully examined, in search of weak places, 
such as thinness caused by grooving and corrosion, external and 
internal, wasting of rivet heads, defective rivet holes, in- 
sufficient lap, old flaws and fractures, patching and other signs 
of repair, indications of softening or deterioration by over- 
heating, condition of low-water indicating apparatus, safety 
valves and pressure gauges. 

A close examination of the shape of the rivet heads and of 
the shapes and sixes of the plates and arrangement of seams 
throughout the boiler will usually lead to detection of repairs 
when these are not obvious at first sight. The colour and nature 
of the fractures, and whether they be shoxt ox ^gg^.» «*» ^^ 
only guides to the length of time tliey \iot* e*istofc&> *sA !>&«« 
they liuve been produced. 
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Overheating from shortness of water usually declares itself 
by the bulging and buckling of the plates, by breaking off the 
incrustation on one side, and by producing a burnt appear- 
ance, along with removal of soot, <fcc., on the other side, by 
the starting of the joints and melting of fusible pings, and in 
furnace tubes also by forming corrugations parallel with the 
ring seams. These corrugations are produced by the excessive 
expansion of the plates at the part where they occur. 

It is very seldom that externally fired boilers explode from 
shortness of water, although their bursting has often been 
ascribed to this cause. In fact it has long been the fashion, 
whenever a boiler explosion occurs, to endeavour to attribute it 
to shortness of water. This is nothing more than an easy 
method of shifting the responsibility from the makers and 
owners on to the attendant, who, if not killed by the explosion, 
in many cases might just as well be, so far as his ability to 
defend himself is concerned. 

Internally fired boilers, on the other hand, frequently do 
explode from shortness of water. 

One or more of the defects above indicated will in most cases 
be found to be the cause of explosion, which may have occurred 
at the ordinary working pressure. But if no such defects can 
be found, and the calculated strength of the boiler be sufficient 
for the alleged working or blowing-off pressure, the condition 
of the safety valves, levers, weights, springs, double-eyes, pipes 
or branches, must be still more closely inquired into, and the 
strength of the plates at fractures carefully tested. The alleged 
blowing-off pressure must be carefully checked by calculating 
the weight upon the valve, and the accuracy of the pressure 
gauge as well as its condition should be ascertained, and any- 
thing else suggested by the nature of the case that may throw 
light upon the manner in which the overpressure has been 
brought about. 

There are still many who maintain that the violence of some 
explosions cannot be ascribed to gradually accumulated over- 
pressure, and many theories have now and again been started 
to account for the tremendous force that is made manifest by 
its effects. 

In seeking to assign such a phenomenon as a boiler explosion 
to any cause that is known to exist in nature, we must be pre- 
pared to show : 1, that the cause can exist in the case in ques- 
tion ; 2, that it is competent to produce the results ascribed to 
it; and 3, that no other known cause cA\\^to&>ifcfc^**Ts«Q&fca* 
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Now if we apply the above standards of reasoning to over- 
pressure of steam, we know that it often does exist and may in 
almost any case exist unawares. That it is competent to pro- 
duce the violent results so often exhibited has been proved 
theoretically and practically. It has been demonstrated by 
Professor Airy, that the destructive energy stored up in 1 cubic 
foot of water in a boiler working at 60 lbs. pressure, is equal 
to the destructive energy of 1 lb. of gunpowder ; and it has 
been shown by the experiments of the Franklin Institute, that 
gradually accumulated steam pressure in ordinary wrought-iron 
boilers can produce a violent explosion. That other causes can 
produce similar results oannot be disputed, as vessels of com- 
pressed air and gases have sometimes burst with terrific effect. 
On examining, however, the usual effects of a boiler explosion, 
they are not what we should expect from a discharge of ex- 
plosive gases, detonating compounds, or electricity, which would 
act instantaneously and shatter the plates receiving the full 
force of the discharge into small fragments. 

The tearing up of a boiler on explosion although rapid is not 
instantaneous, and the somewhat gradual developement of the 
force stored up in the highly-heated water keeps up a con- 
tinuous pressure behind the separating pieces, which is better 
calculated to hurl them to a great distance than a force acting 
instantaneously and suddenly dissipated. 

That electricity might be developed in a steam boiler, under 
certain conditions, there can be little doubt, but it is difficult 
to conceive how any large quantity can accumulate within a 
boiler either in direct or indirect communication with the earth. 

It has long been known that a current of steam sometimes 
exhibits electrical conditions. The invention of the Armstrong 
hydro-electric machine, was suggested by the circumstance of a 
workman experiencing a smart shock from a jet of steam coming 
in contact with one hand whilst the other touched the safety 
valve from which the jet issued. Faraday, who took up the 
question, proved that the development of electricity was solely 
due to the friction of the suspended humid particles against the 
sides of the orifice through which the steam passed ; and that 
it was in no manner due to the change in the state of the water 
in the boiler. He also showed that the same effect could be 
produced from the friction of a current of humid air, and that 
electricity cannot be developed from a current of drj ^teasA. 
or air. 

Admitting that the presence of etocfa&cfty Vbl *^ cpt^aaa*" 
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boiler is not impossible, it yet remains to be shown that it 
could exist in a state of "high tension, and yet, again, how it 
could bring about an explosion, accompanied by the usual well- 
known results. 

That a small quantity of steam might be decomposed in a 
boiler by coming in contact with plates that have accidentally 
become red hot cannot be disputed, but that the decomposition 
could oc^ur to any considerable extent with oxydiaed plates is 
well-nigh impossible. The hydrogen liberated by the decom- 
position is not explosive, and would require to be united and 
intimately mixed with its equivalent of oxygen, and then ig- 
nited to produce an explosion. 

Supposing the oxygen to be admitted with the feed water 
and that the ignition could be effected by red-hot plates or an 
electric spark, it still remains to be shown how the gases could 
possibly become so intimately mixed in presence of the large 
body of steam and nitrogen present in the boiler as to form a 
detonating compound. Again, assuming that nearly all the 
steam could be decomposed, the hydrogen would only burn 
quietly in the presence of oxygen as it becomes liberated on the 
red-hot surface of the plates ; and in any case, its power to 
produce an explosion is extremely improbable. 

But to take the most extreme view of the case, and assuming 
the sudden formation of a vacuum within the boiler by the union 
of the two gases to take place, it is still by no meaus clear how 
the bursting of the shell would follow in consequence, as the 
vacuum formed could only be local and insignificant with a 
large quantity of steam and nitrogen in the boiler. 

With respect to the superheating theory, the modus operandi 
is usually supposed to be something like the following. The 
plates are allowed to become intensely heated by the water level 
falling too low or from other causes, and communicate their 
heat to the steam in the boiler. On the water being agitated 
and carried aloft as spray, by the action consequent upon the 
sudden opening of the steam stop valve, safety valve or feed 
inlet, a large quantity of steam is produced and the pressure 
suddenly raised above the resisting power of the boiler. That 
the steam might become highly superheated, and the water in 
a divided state might be brought into contact with it cannot be 
disputed. But when we consider the condensation that would 
take place, and the small total quantity of heat contained even 
in & large volume of steam, sxifncveiit additional pressure could 
not be produced to bunt a boiler mi& & tq«&ow^&& teax^el *\ 



BOILER EXPLOSIONS. 241 

strength. The increase of pressure can be calculated as follows : 
In a boiler working at 60 lbs. and having a steam space of 180 
cubic feet, suppose the steam to be raised in temperature or 
superheated from 307° to 800°, the volume would be increased 
in the ratio of 1 + (0*00203 x 275) I 1 + (0-00203 x 768), or 
of 1*56 I 2*56. If the same steam pressure is maintained in 
the boiler the weight of steam, which in the first instance was 
31 '5 lbs. will be reduced to about 20 lbs. This quantity of 
dry steam will have about 18000 units of latent heat, and in 
falling from 800° to 307° will render 20 x 0*480 (800 - 307) = 
4732*8 units of sensible heat available for raising steam sud- 
denly, or only an amount competent to generate a quantity of 
steam from water at 307°, equal to about one quarter of that 
already in the boiler, which would cause a rise of pressure equal 
to 15 lbs. only. The pressure might also be augmented at the 
same time by the water coming in contact with the red-hot 
plates : 30 square feet of §" plates heated to a temperature of 
900° would give 450 x *114 X (900 -307) = 30421 units of 
heat in the plates available for sudden evaporation, or sufficient 
heat to convert about 34 lbs. o( water or £ cubic foot at 307° 
into steam. As the 180 cubic feet of steam weighed 31 '5 lbs. 
thte pressure will be increased by 71 lbs., whence we have a 
total pressure of 60 + 15 + 71 = 146 lbs., which certainly might 
be sufficient to cause an explosion, if the steam were suddenly 
generated, or more rapidly than it could escape. 

But the conclusion arrived at from general experience, and 
from experiments expressly undertaken by Mr. Fletcher and 
others to solve this question, is that a large quantity of steam 
cannot be suddenly generated by throwing water on to red-hot 
plates. Severe overheating of boiler shells or furnace tubes will 
start the riveted joints, and offer a further means of escape for 
the steam as it is formed. 

Explosions from overheating are more likely to be produced 
by the softening and yielding of the plates at the ordinary pres- 
sure, or by the sudden contraction of the plates on having 
water thrown on to them, than by any sudden augmentation 
of pressure, the production of which is entirely hypothetical. 
Beyond a certain quantity, the larger the body of water thrown 
on to a given weight of red-hot plates the less will be the 
amount of steam formed. It may also be remarked that in 
ordinary boilers, where the feed inlet is near the bcfttoom, ?ra&.- 
denly turning on the feed water will not bq&Ma? \t o^«t >8afc\*sfc» 
plates near the working water level, where. o^er\*fc*^% \* \&o*fc» 
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likely to occur, but the water will gradually rise up the 
sides. 

The Leidenfrost phenomenon, as it is called, or the tendency 
of email quantities of water, when thrown on to highly heated 
plates, to assume the spheroidal condition, anil to evaporate 
suddenly on coming in contact with the plates when the tempe- 
rature is lowered, has been often adduced as a cause of explo- 
sion. The exact application of this theory is, however, by no 
means clear, and the assumed delay of the water in evaporating 
is antagonistic to the sudden-evaponttion-from-overheating 
theory. It is difficult to see how the evaporation by ebullition 
of a large quantity of water in an ordinary boiler could be long 
delayed, as is assumed in this theory, without reducing the 
temperature of the water below that sufficient to produce an 
explosion. 

Slight reports in the region of the furnace have sometimes 
been heard previous to the gradual bulging of the furnace plates 
from overheating in boilers containing very greasy water. 
These have been ascribed to the water assuming the spheroidal 
state, but there is no reduction of the temperature in such 
cases to account for the sudden evaporation of the supposed 
spheroids. It may be said of this theory that the conditions it 
assumes cannot be proved to exist in an ordinary overheated 
boiler, and that we have no means of knowing whether they 
would be competent to produce explosion if they did exist. 

There is reason to believe that the tendency of greasy water 
to cohere and resist ebullition through not touching the plates, 
or, in other words, to become spheroidal, is more likely to be 
the cause than the effect of the overheating of furnace plates. 

When the air usually contained in water has been expelled 
by boiling, the water, if kept perfectly quiet, can be heated 
from 70° to 80° beyond its ordinary boiling point without any 
sign of ebullition ; but, on the slightest disturbance or agitation 
of the water so superheated, a large quantity of steam is sud- 
denly formed. If the pressure above is at the same time 
reduced, as by drawing off steam, the rush of newly formed 
steam will carry the water before it with great force against the 
boiler crown. It is probably this action that produces the 
concussion sometimes felt when standing on a boiler whilst the 
steam is suddenly drawn off on starting the engine. Under 
certain conditions the sudden generation of steam might pro- 
duce a pressure above that at which the safety valves are set to 
blow off, and this, together witta tta t<ra& oil \stfgaat might 
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bring about the explosion of a very weak boiler, but not of one 
having a proper margin of strength. 

The practice of ascribing steam-boiler explosions to obscure 
causes has been productive of much mischief, as it engenders a 
carelessness on the part of owners and attendants, who have 
been led to believe that no amount of care will avail against the 
mysterious agents at work within a boiler. 

Considering the too frequent want of care and knowledge on 
the part of those having the charge of boilers, and the great 
number of dangerous defects that are almost daily discovered 
by trained inspectors, the mystery to be solved is — how so 
many boilers escape explosion at the ordinary working pressure, 
and not, — what has been the cause of the disaster when an 
explosion does occur ? 

The reader will find much valuable information about the 
causes and prevention of boiler explosions in the monthly 
reports of Mr. L. E. Fletcher, Chief Engineer of the Man- 
chester Steam Users' Association ; and in the annual reports of 
Mr. E. B. Marten, Chief Engineer of the Midland Steam Boiler 
Inspection and Assurance Company ; of Mr. R. B. Longridge, 
of the Boiler Insurance and Steam Power Company ; and of 
Mr. Hiller, of the National Boiler Insurance Company. 
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CHAPTEE XIII. 

COMBUSTION OF COAL. 

Combustion is the name given to any rapid ouemical union 
attended with great heat and light. The combustion that 
takes place over our fire grates and gas burners, is the chemical 
combination of oxygen with carbon and hydrogen. The oxygen 
is supplied by the air where it is associated with nitrogen, from 
which it readily separates. The carbon and hydrogen are pre- 
sent in the fuel and gas, and on being sufficiently heated by 
the application of a light or other well-known means, the 
attraction between them and the oxygen becomes strong enough 
to cause them to combine with it. The application of heat is 
necessary to start the process of combustion, which is simply 
one of rapid oxidation ; but the chemical change afterwards 
produces more than sufficient heat to carry it on. The pro- 
duction of heat by combustion is usually ascribed to the impact 
of the atoms of oxygen against those of the other combustible, 
as they clash together on entering into chemical combination. 

The amount of heat produced by the combustion of different 
bodies, or their total heat of combustion, has been approxi- 
mately determined by experiment, and is usually expressed in 
pounds of water raised 1° Fahrenheit (or conversely, in number 
of degrees 1 lb. of water is raised) by 1 lb. of substance com- 
bining with oxygen. The standard unit of heat in this country, 
or British thermal unit, is the quantity of heat that will raise 
1 lb. of water 1° Fahrenheit at its greatest density, which is at a 
temperature of 39 *1°. 

All substances combine chemically in . certain proportions 
only, both by weight and volume, which are called their 
chemical equivalents. The equivalents by weight and volume 
of the elements and compounds with which we are concerned, 
are given in the annexed table, from which the combining pro- 
portions of the combustible autataiire* ckh\>«t«»&&3 qttaotaked. 
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The condensation of the elementary bodies by chemical com- 
bination is shown in the fourth column. The elements in atmo- 
spheric air are not chemically combined. Carbonic oxide is not 
formed directly from the union of the elements carbon and 
oxygen, but from the union of the compound carbonic acid with 
oxygen. 

The volume of a given weight of gas at any temperature, can 
readily be ascertained from the sixth column as follows : — Let 
V = volume at 62°, and V = volume at any required tempera- 

ture *', then V = V (** V2 + t ' ). 

\ 523-2 / 

Carbon, almost the only element contained in good coke, and 
the principal element in coal, combines with oxygen to produce 
two different gases, according to the proportions in which the 
combination is effected, viz., carbonic acid when the combustion 
is perfect, and carbonic oxide when the combustion is incom- 
plete. The acid is composed of one equivalent by weight of 
carbon (C, 2 ) and two of oxygen (0 32 ), or 1 lb. of carbon com- 
bines with 2% lbs. of oxygen and forms 3| lbs. of carbonic acid „ 
gas. The carbon which is solid in the fuel passes during fl 
combustion into the gaseous state. The volume of the carbonic 
acid gas is equal to that of the original 2|lbs. of oxygen, 
and the quantity of heat produced by the combination is 
14,500 units, as given in the table on page 251. This would 
be the amount of heat from the combustion of every pound 
of carbon in the furnace, if completely consumed ; but, should 
the layer of incandescent coke or carbon be thick in proportion 
to the quantity of air supplied through the fire grate, the 
oxygen of the carbonic acid will recombine with another 1 lb. 
of carbon, and form 4§ lbs. of carbonic oxide gas. By this 
second combination the volume of the gas is doubled, and a 
large amount of heat is rendered latent in performing the 
interior work of expanding the gas and converting the solid 
carbon into vapour. The heat produced now falls from 
14,500 units to 8800 units, the amount due to the imperfect 
combustion of 2 lbs. carbon, showing a loss of sensible heat 
equal to 5700 units. When the combustion stops at this 
stage for want of air, the lo9s of sensible heat and waste of fuel 
is evidently very great. But when a sufficient supply of fresh 
air is at hand, the 4§ lbs. of oxide recombine again with an 
additional 2j lbs. of oxygen, making 7 J lbs. of carbonic acid 
gaa. The volume is hereby reduced to that of 5£ lbs. oxygen, 
tod the 5700 units of latent neato uc* toti&shA tfeus&V^tbt 



COMBUSTION OP COAL. 247 

total quantity of heat due to the last combination being 8800 
+ 5700 +14,500 = 29,000 = the amount due to the perfect 
combustion of 2 lbs. carbon. 

The total heat of steam at atmospheric pressure being 1178*1, 
1 lb. of carbon should convert 

14, 500 = 12 . 91 lbg# of water at 62 o 



1178 1—62 



into steam of atmospheric pressure. 

This is assuming a perfect evaporative efficiency, and all the 
heat to be utilised. The best results in practice, however, fall 
far short of this. In locomotive boilers, where the best coke, 
consisting almost entirely of carbon is still, although rarely, 
used, the maximum evaporation under favourable conditions 
may be taken at 9 '5 lbs. of water from 62°, showing a loss of 
about 20 per cent, of heat. The reason of this will be shown 
below. 

Hydrogen is not supplied in the free state to our furnaces, 
but is usually present as a component of the hydrocarbons, 
such as pitch, tar, defiant gas, <fcc. contained in the coal. 
Two equivalents, by weight, of hydrogen (H 2 ) combine with one 
of oxygen (0 1 6 ), or 1 lb. of the former with 8 lbs. of the latter, 
and form 9 lbs. of water which pass off in a state of vapour. 
The quantity of oxygen is, in this case, three times as much as 
we had for the carbon. By volume, two of hydrogen combine 
with one of oxygen, the resulting aqueous vapour having the 
same volume as the hydrogen. Its calorific power being 
62,032 units, we have then by 1 lb. of hydrogen — 

62 > 03 ? = 55 58 lbs. of water at 62° 

1178 1°— 62 

converted into steam of atmospheric pressure. 

When hydrogen and oxygen are present in the fuel in the 
the proportions to form water, they combine as such, and do 
not increase the heat of combustion ; but, along with any other 
water that may be present, act injuriously in reducing the 
temperature of the furnace by absorbing a considerable amount 
of heat by their conversion into vapour. In order to ascertain 
the heating power of hydrogen contained in any fuel along 
with oxygen, we have to subtract one part by weight <& ^8a» 
former, for every eight parts of the \aAfcer, v&& eooss&sst <3*&S 
the surplus hydrogen as having any &£&&&£ ^*yw«t. 
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The hydrocarbons are the first constituents of ooal acted 
upon by the heat of the furnace, and pass readily into the 
gaseous state which they must assume before they are burnt 
To the volatile nature of the hydrocarbons is due the flaming 
property of the coals containing them. 

The different kinds of coal such as non-bituminous or anthra- 
cite, slightly bituminous or anthracitic, semi-bituminous, and 
bituminous, of which an analysis is given in the annexed table, 
can be distinguished by their appearance, but the character 
of different varieties of each kind cannot always be determined 
by the colour, lustre, cleavage, <fec, as many suppose. 

The Anthracite, or hard stone-like coal of South Wales, is 
lustrous in appearance. It is difficult to burn, requiring a very 
strong draught, high temperature, and considerable atten- 
tion* When dry, it burns without flame or smoke, like coke, 
since it contains no hydrocarbons, and, although it gives out 
an intense local heat, it is not adapted for burning in a steam 
boiler furnace, and is consequently little used as a steam coal. 

Slightly bituminous, or Anthracitic coal, found abundantly 
in South Wales, contains a small amount of hydrocarbons, and 
is, for many kinds of boilers, decidedly the best steam coal we 
possess. No further proof of this is required than the large 
price it fetches for marine boilers, where semi-bituminous coal 
of good quality is to be had at a much cheaper rate. It is a free 
burning coal, usually with a short flame, and requires little atten- 
tion. It swells considerably, and falls rapidly to pieces in the 
furnace, but does not cake, and the best qualities yield but 
little clinker and ash. It is often called smokeless, but most 
of the best qualities emit a light vapoury smoke. It will 
not bear rough usage, and crumbles rapidly after long exposure 
to the atmosphere, which circumstance, together with the 
quantity lost in some descriptions by falling through the fire 
bars in consequence of its decrepitation by the heat, causes a 
large waste, often equal to 15 per cent. In consequence of 
this it is often advisable to mix this with a harder kind of 
coal, to enable the dust to be utilised. The small amount 
of skill and attention for smokeless and economical firing it 
requires when compared with most kinds of semi-bituminous 
coal, is actually the circumstance to which its greater value is 
due. 

The semi-bituminous ooal containing a considerable, but 

varying amount of hydrocarbons, is more used than any other 

Hud for steam boilers. Some de&ci\\A>\asi* «x* &«* burning, 
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whilst others cake very much ; all of good quality burn easily 
with an ordinary draught, and emit a considerable amount of 
smoke unless special care is used to prevent it. 

The best steam coals of this class are chosen for their small 
amount of ash and clinker, hardness, and non-caking quality, 
which tend to diminish the attention required to burn them 
economically. The properties of semi-bituminous coal vary 
considerably, and it is almost impossible to tell the quality from 
the appearance, apart from such defects as are indicated by the 
presence of stone, iron pyrites, or other foreign matters. 
Many rich, small, hot coals that are not suitable for boiler 
furnaces when used alone, owing to their tendency to cake, can 
be successfully burnt if mixed with a harder free burning coal ; 
and, indeed, the best results both in evaporation, speed, and 
economy, are to be obtained by a judicious mixing of two or 
more properly selected descriptions of coaL Bituminous coal 
contains more tarry matter than the above, and is best utilised 
for gas making. 

The kind of coal containing the largest amount of bitumen, 
of which the Boghead Cannel may be taken as a type, although 
rather an extreme one, being regarded by some as not being a 
coal at all, is without lustre, of a greyish or brownish black 
colour. It yields a very large quantity of ash and clinker, and 
is not suitable for steaming. It is employed almost exclusively 
for gas making, for which the large amount of contained hydro- 
carbons renders it most suitable. 

Coke is the solid carbon and other material left after the 
volatile ingredients are driven off by partial combustion in coke 
ovens, or by slow distillation in flue retorts. The former is 
much the best for boiler fuel. Much small semi-bituminous 
caking coal, rich in carbon, but which would be comparatively 
worthless for boiler furnaces, forms into large pieces in the coke 
ovens, and becomes a valuable coke for locomotive boilers. 

Some patent fuels are also made by compressing into moulds 
and heating in retorts, small coal of good quality, that would 
otherwise be wasted. It is thus formed into compact solid 
blocks, without the expulsion of the hydrocarbons. Pitch 
or other combustible substances may be added when the coal 
does not contain a sufficient quantity of bituminous or pitchy 
matter to make it cohere properly. 
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Hydrogen 

Carbon — -horning t 
CO, ... 

Carhon — burning t 
CO 

CnrLonic Oxide 

Coal 

Average Welsh 

Newcastle 
„ Scotch,... 
„ Derbyshire 
,, Lancashire 

Coke ... . 

Peat (dry) 

Wood 

Saliibac 



1.1 



fl2,0S2 
23,888 
21,344 



□215-3 

9-1 14-2 
9."j 14-2 
till 13-9 
84:14-1 
(i* HI- II 
54' 7-fl 
2S 4-2 
I 



The total heat of combustion of a substance such aa coke or 
coal can ba found by taking the sum of the quantities of heat 
which are given by the combustion of its component parts 
taken separately. If we take, for example, the quality of 
coke given in the above table, we have for the total heat of 
combustion when completely burnt "941b. carbon x 14,500 u 
13630 units. This does not, however, give us the temperature 
of the resulting carbonic acid. To find this, the heat of com- 
bustion must be divided by the total weigVA ot%u&g,wroa&Y$taA- 
by its specific heat, which we assume \iere tote «MMftasft.t& ™" 
temperature*. We have also to consider ftaa \w» <& ^lem.-fi**"' - 
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ture due to the absorption of heat by the nitrogen, which forms 
the principal bulk of the air for combustion, 

Weight of oxygen = 2*51 lbs. 
„ nitrogen — 8 '816 lbs. 



11 -326 lbs. of air. 

Carbonic acid 3 45 lbs. x *216 = *745 
Nitrogen . 8 82 lbs. X '244 = 2*152 



2-897 

Therefore elevation of temperature above atmosphere 

13630 



•2 89 



= 4716° Fahr. 



For the more complicated process of combustion, when coal is 
burnt, let us examine that of 1 lb. of average Newcastle coal 
Here we have — 

Carbon - 821 lbs. 
Hydrogen = *0531bs. 
Oxygen = '057 lbs. 

Making allowance for the water due to the presence of the 
oxygen and hydrogen together we get — 

•053— -^ ) = «046. 



(«•- T) - ■■ 



The quantities therefore stand — 



Carbon = '821108. 
Hydrogen = *046 „ 
Water = -064 „ 



Carbon -821 x 14500 = 11904 units of heat. 
Hydrogen '046 x 62032 = 2853 „ 



14ft b& \o&* ot WX 
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total heat of combustion — 

Oxygen required for C 2 = 2*18 lbs. 
„ „ H 8 = -368 lbs. 



Total oxygen consumed = 2 '548 lbs. 
Associated nitrogen in air . = 8*918 lbs. 



Total quantity of air consumed . = 11*466 lbs. 

Resulting carbonic acid . . . 3 lbs. x *216 = '648 

( Water in coal . . *064 ^ 

Steam / „ from hydrogen > '478 lbs. x '480 = -229 

( burnt . . *414j 

Nitrogen . . . . . 8 918 lbs. X -244 = 2*176 

3*053 

To find the elevation of temperature in this case we must 
deduct the latent heat in the steam from the total heat of com- 
bustion, when we get — 

!4758 - (966° x *478) = ^ = elevation 
3 053 

of temperature above the atmosphere. 

We find from the above results that the total heat of com- 
bustion of coal compared with that of coke is greater, whilst 
the elevation of temperature of the products is less. This is 
owing to the heat absorbed in raising the temperature of the 
increased quantity of air required in burning coal, and also in 
consequence of the heat rendered latent in evaporating the 
water in the fuel. The respective temperatures here assigned 
are never realised in practice, owing to the cooling effect of the 
unburnt air, plates and material in the furnaee. The quantity 
of heat absorbed by the ashes and other ingredients in the fuel, 
which is however comparatively small, should also be taken into 
account in estimating the exact temperature due to the combusr 
tion of any fuel. 

The theoretical amount of air teqaaeA tot wag ^«^ *^ 
depends upon the chemical composition, oi iflfi»k ixx«&> ** a ^- tb«S 
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be obtained by the following formula where A = weight of air 
required — 



A = 12 + 36 



(-» 



For all kinds of coal and coke the minimum weight of air re- 
quired may be taken at 121bs. per lb. of fuel, the variation on 
either side of this quantity being immaterial 

It must not, however, be assumed that coal or coke can be 
properly burnt in a boiler furnace with anything like so small an 
amount of air as this. Since carbon cannot be economically burnt 
in the presence of the carbonic acid formed, this gas must be 
diluted with a considerable quantity of oxygen or air to be 
ready for combustion with the carbon it meets with. This 
necessary reserved quantity of air for dilution will vary in 
amount according to the manner of its distribution, and the 
velocity with which it is forced amongst the burning fuel. 

When the pieces of coal are small and of a caking nature 
they form into a. large solid mass over the bars, restricting the 
passage of air to a few spaces, especially when the draught is 
moderate, and a large amount of oxygen passes in consequence 
unburnt through the fire. When the draught is severe good 
coking coal can be burnt with a good result, and some descrip- 
tions of this coal are highly prized by those who kuow how to 
use them. With slightly bituminous or semi-bituminous non- 
caking coal in large or small pieces the bulk of air passed 
through the grate is more or less minutely divided, and more 
favourably diffused for combining with the carbon* 

From various experiments conducted under different circum- 
stances it appears that for an ordinary chimney draught the 
weight of air required for dilution may be taken as equal to 
that required for combustion. This gives us 24 lbs. as the 
quantity of air required for each pound of fuel But when the 
air is driven with great velocity by a strong draught amongst 
the burning fuel the combination with the oxygen is more 
readily effected, and a smaller quantity of air is required. With 
very«powerful chimney, or artificial draught, the weight of extra 
air required is found to be considerably less than the above, and 
may be taken as one and a half the minimum quantity, making 
18 lbs. per lb. of fuel. 

Id burning semi-bituminous steam cooAa a oo^dot^ble quantity 

fresh air is required for com\>vuvn^ -w&l x^V^&cwas&ss* 
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above the layer of coal, and must be admitted directly to the 
gases either at the furnace front or at the bridge, or, which is 
perhaps better, at both, unless the furnace is specially designed 
for air admission to the sides or middle of the space above the 
fuel. Whichever plan is adopted too great care cannot be 
taken to admit the air in small jets by perforations or other 
means, especially when its direction is parallel with the current 
of gases. This ensures a better mixing, and prevents to a very 
material degree the undesirable cooling effect of introducing a 
large volume of cold air in one place, which is liable to defeat 
the end for which it is introduced. 

As the chemical action between the fuel and the oxygen can 
only take place when the two are in intimate contact, the 
rapidity and completeness of combustion and intensity of heat 
will be increased by increasing the number of points of contact, 
or by reducing the Bize of the pieces of fuel. The ultimate con- 
clusion to be drawn from this is that coal should be used as 
dust, or, still better, as gas, in order to afford the greatest 
facilities for perfect combustion. No doubt this conclusion is 
theoretically correct, and the latter mode will in- time be brought 
largely into practice. The principal difficulty in the employ- 
ment of these methods, especially the former, is to arrive at 
and apply successfully the proper quantity of air for admixture. 

With boilers having a good chimney it is usual to have a 
damper for regulating the draught or altering the quantity of 
air admitted. For every description of boiler the most econo- 
mical rate of air admission will depend upon the general and 
detailed arrangement of furnace, quality of coal, ratio of grate 
area to effective heating surface, <fec. When this rate is 
exceeded, or, in other words, when the fire is forced, it does 
not of necessity follow that a large amount of unburnt oxygen 
will escape to the chimney. Whether this will take place or 
not will depend upon the distribution and thickness of coal on 
the grate, facility afforded for mixing the air with the gases as 
they leave the furnaces, and amount of air introduced other- 
wise than through the fire bars. It may happen, as indeed it 
usually does with skilful firing, that the quantity of free oxygen 
in the chimney decreases as the force of the draught is increased, 
since the quantity of the coal properly consumed increases still 
more rapidly, in consequence of the more intimate cxrotas& 
with the oxygen caused by the more rapid. &t&\t^c&. 

The evil of forced firing is generally to Y» toasA Va. \Jaa ^»^ 
that the increased velocity of the gaaea &\m\uSSftis» *fc» «S6»«d»i 
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of the heating surface, as will be shown below, the quantity of 
heat extracted by the boiler depending upon the length of time 
the products of combustion are allowed to be in contact with 
the absorbing surface. 

Should, however, the volume of unburnt air discharged into 
the chimney increase with the forced firing the result will be a 
waste of heat equal in amount to that absorbed by the increased 
quantity of air admitted, in addition to the loss due to the in- 
creased velocity of the gases. 

When the supply of air is too small imperfect combustion is 
the result, causing either smoke or the formation of carbonio 
oxide, or both, according to the nature of the fuel and distribu- 
tion of the air. The loss of heat owing to the formation of 
carbonic oxide is frequently 25 per cent, of the whole amount 
due to the most economical supply of air. The carbonic oxide 
is invisible, but its presence is sometimes revealed, especially in 
coke burning, when on opening the fire door it burns with a 
blue flame, as it becomes ignited by contact with the cold fresh 
air. When burnt with oxygen at a high temperature the colour 
of the flame is yellow. 

Dry carbon burns without flame. When flame is seen above 
a coke or charcoal fire it is caused by the burning of carbonio 
oxide, or of hydrogen, which has found access to the fire either 
in the moisture absorbed by the fuel, or from some steam or 
vapour passing through the bars with the draught. 

If we take the actual quantity of air required for burning 
coke as |, and that for semi-bituminous coal as double the 
theoretical quantity, we shall find the elevations of temperature 
to be respectively 3215° and 2478°, the total heat of combus- 
tion being as above 14630 units and 14758 units. 

The distinction is here seen between the total heat of com- 
bustion and the temperature of the products of combustion, or 
between the quantity and intensity of heat, the latter being 
much greater in fuel containing little or no hydrogen, although 
a less quantity of heat is produced. The cause of this is 
evident : in burning, carbon requires for its perfect combustion 
but one third the weight of oxygen or air required by an equal 
amount of hydrogen, producing a corresponding small weight of 
carbonio acid, compared with the steam produced by the com- 
bustion of the hydrogen. Again, the specific heat of carbonio 
acid gas is less than one-quarter that of steam, and it is upon 
the weight and specific heat of t\ie ^?od\xcft& ot oomVra&tion that 
wir temperature depends aa w*U aa ft&Vx \to&\\is& <& <ras* 
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bustion. Moreover, in burning dry carbon or coke, there is 
but little or no steam to render latent any of the heat. 

But the intensity of the heat given out by a piece of coal 
during its combustion will be proportionate to the rapidity with 
which it burns. The element of time is therefore of great 
importance in considering the heating effect of any given kind 
of fuel. The theoretical intensity of heat of two different 
qualities of coal, calculated from their chemical analysis, might 
be nearly alike, yet, with the same ordinary draught one kind 
might be a quick burning " lively " coal, of loose structure, 
developing an intense heat during its rapid combustion in a 
boiler furnace, whilst the other may be very compact and slow 
burning, the heat developed not being intense compared with 
the first. The calorific intensity of slow burning coal is 
diminished by the loss of heat that takes place by conduction 
and radiation. 

Although the combustion of hydrogen produces the largest 
amount of heat of any known combustible under favourable 
conditions, the large quantity of air required for its combustion 
in an ordinary boiler furnace renders the attainment of a high 
temperature by it impossible. 

The reason is thus obvious for making coal into coke and 
wood into charcoal when a very high temperature is required. 
A given quantity of coal properly burnt, and where the heat is 
all utilised, will evaporate ' more water than the same weight of 
coke, but twenty times the weight of coal cannot in practice be 
made to produce the same temperature that is produced by the 
coke, and this is why it is so valuable for smelting purposes 
where an intense heat is required and where the products of 
combustion are brought into contact with the material to be 
heated. 

The following are the temperatures T produced by the perfect 
combustion of 1 lb. of substance with its minimum quantity of 
air, and T' the temperature of 1 lb. with oxygen without 
nitrogen : — 

Hydrogen : T = J o 20 ^~^° * *X = 4783° <fc T' = 1 2346° 

(28 X -244) + (9 x *480) 

Carbon: T =r . 14600 = 4723° & T' = !«&<«? 

(3-67 X'216)+ (9 33 x -244} *''' oa ' , • »• 



I 
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538° x 5*77 = 3104 units. These are equivalent to an evapo- 
ration at 212° of 2*3 and 3*2 lbs of water respectively per 
pound of fuel. 

This shows that there is a greater loss in the escaping gases 
from the combustion of coal as compared with that of coke, on 
account of their greater weight and specific heat, and the heating 
surface should therefore be made proportionately greater, or the 
grate area less, to obtain the same evaporative efficiency, other 
conditions of evaporation being equal in both cases. 

Apart from indicating the presence of ash, sulphur, and 
other deleterious ingredients, and the decided scarcity, or other- 
wise, of hydrogen and oxygen, the ultimate composition of any 
description of coal affords but little assistance in determining 
its value for different purposes. Nearly the same quantities of 
elements in different coals may arrange themselves before and 
during combustion, so as to produce very different series of 
compounds. Analysis shows but slight difference in the 
quantities of the ingredients present in the best house, steam, 
coking and gas coals of the semi-bituminous and , bituminous 
kinds, and yet the difference in the comparative quantities of 
coke and gas they yield is very great. It is only by actual trial 
under different conditions of combustion that the value of any 
kind of coal can be ascertained. Nor can the theoretical 
calorific value deduced from the chemical composition be taken 
as a certain indication of the evaporative value attainable in 
practice. No doubt evaporative results from various kinds of 
coals bearing the same proportion to their theoretical calorific 
power can be obtained by carefully constructing and managing 
the furnace and boiler to suit the coal to be burnt ; but of two 
kinds of coal giving about equally good evaporative results 
when burnt to their best advantage, that requiring the least 
amount of attention in firing will naturally be most highly 
prized. 

Numerous experiments, with conflicting results, have been 
conducted by the rival North country and South Wales coal- 
owners to determine the comparative value of the steam coals 
from their respective districts. The most trustworthy results 
of these experiments are given in the annexed table. These 
were obtained under conditions favourable to the combustion 
and absorption of heat from the best descriptions of each kind 
of coal, which prove that there is but little dVKswro* N 
evaporative value, when the hydro-caxboiv^ oi \Xifc *«* 
nous North country coals are properly aai<\ effiac&vNf&s * 
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those are more combustible or burn more "lively" than the 
best slightly-bituminous or befit steam coals of South Wales, 
and are therefore superior in rapidity of combustion and evapo- 
rative velocity per foot of fire grate, or, iu other words, can 
raise more steam iu a given time. When speed of evaporation 
is a desideratum, the semi -bituminous coals have a decided 
advantage over their rivals. They are also about 50 per cent, 
harder to resist hammering arid rough usage than the others, 
which, when broken by a hammer, splinter into fragments 
whilst the semi- bituminous coats merely break through their 
linee of cleavage. 

These experiments prove that with care, semi-bituminous 

coals of good quality can be burnt without any smoke, and that 

their evaporative power is increased when the formation of 

smoke is properly prevented. 

The results obtained in the expeTuosuta Vi $"*■ *& v«th 
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care and skill in firing and arranging the furnace for each kind 
of coal are considerably higher than are attained in ordinary 
work, and more especially in the case of the semi-bituminous 
coal, where the necessary attention required for economical 
smoke prevention cannot always be counted upon. The soot 
deposited from the flame of these coals soon forms a coating 
over the heating surface, which cannot be removed so frequently 
in actual work as during a series of experiments, and speedily 
impairs the steaming power of the boiler. Forcing the fires 
then becomes necessary, unless there be a large margin of boiler 
power, and both smoke prevention and evaporative economy 
become well-nigh impossible. The facility offered by good 
North country coals for rapid combustion tends greatly to cause 
carelessness on the part of the fireman, and it may be questioned 
whether their great combustibility is always an advantage, 
leading as it does to wasteful consumption ; the required evapo- 
ration being maintained by " blazing away " the coals, instead 
of close attention to the stoking and keeping a well-spread 
and clean fire. 

With the same description of boiler and furnace the heat of 
the escaping gases, when long-flaming semi-bituminous coals are 
burnt, is likely to be higher than when coals having a shorter 
flame are used. With the former the generation of the heat is 
spread over a greater length of surface by the long flame, and 
has consequently a shorter run for its absorption. In the latter 
case nearly all the heat at a very high temperature is generated 
on the bars, and can be taken up by the greater length of 
surface it has to traverse. For this reason shorter grates are 
required in burning semi-bituminous or long flaming coal than 
for a coal containing a less quantity of volatile ingredients, such 
as the South Wales steam coal, in order to obtain the same 
evaporative economy. This has been proved by numerous 
experiments, and also that the provisions for air admission and 
mode of firing best adapted for one kind of coal may be totally 
unfitted for another kind. The type of boiler and furnace should 
always be adapted to the kind and quality of coal to be em- 
ployed. It is no exaggeration that boilers and furnaces can be 
selected which would give 50 per cent, higher duty with one 
kind of coal than with another, whilst in other boilers the 
superiority might be reversed. 

In conducting competitive coal trials in any given tas&tog *3fe& 
coal that has been carried the greatest, diataufc* \&\ta&3 \»>o»V&. 
the wont condition for testing. Soxrita. "^s^aa co& \wfc*&. 
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the Tyne Is placed at a disadvantage with its rival, which can 
be procured fresh wrought from the pit, whilst at Cardiff the 
advantage would be on the other side. Owing, however, to 
the friable nature of the best Welsh steam coal, it deteriorates 
much more rapidly than its rival from the north, by shipment and 
transport, as well as by lying in store exposed to the atmosphere. 



CHAPTER XIV. 

SMOKE PREVENTION AND FIRING. 

In considering the rationale of smoke making and prevention, 
it is advisable at the outset to explain what smoke really is, as 
there exists considerable misunderstanding on this point. 

When a fresh charge of semi-bituminous coals, such as ordinary 
North country house coal is thrown on to the fire, in sufficient 
quantity to prevent the immediate formation of flame, a volume 
of gas or vapour usually of a dark yellow or brown, or bluish 
black colour, as seen against the dark background of the fire- 
place, is given off. The quantity evolved will be greatest 
when the coal is very small. This gas, or vapour, is commonly 
called smoke, but it is not what is meant by that term when 
used in speaking of the smoke-nuisance, and does not deposit 
soot. The colour of the gas as it issues from the chimney will 
greatly depend upon the character and distance of the back- 
ground against which it is seen, upon the nature of the light it 
is seen by, whether it is transmitted or reflected, the former 
lending a yellowish, and the latter a bluish, tint. 

Against a dark background of brickwork or hills, it appears 
grey or blue ; against dark clouds, light brown or grey, or is 
not visible at all ; and against white clouds or a blue sky, brown 
or yellow, but never quite black, or like true smoke. 

If a sheet of white paper be held over the vapour as it 
escapes from the coal and there is no flame, the sheet 
will become slowly coated with a sticky matter of brown 
colour difficult to remove, and having a strong tarry or 
sulphurous smell. This colour and smell are due to the tarry 
matter, sulphur, and other volatile ingredients in the gas. 
Deprived of these colouring matters, the vapour is a carburetted 
hydrogen (chiefly defiant gas, and marsh gas), or a chemical 
mixture of hydrogen and carbon, and nearly tta Waseca %s& *&*» 
colourless gas by which our houses are \\%\vWL 

When the charge of coals and tYi© -eBW£V&% critoas*^ ^»«* 
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have attained a considerable temperature, the latter can be 
ignited on the application of a light or by stirring the fire. No 
coloured vapour will now be visible above the flame as seen 
against the back of the fireplace, but if we hold a clean sheet of 
paper above the flame, we shall find along with a greatly dimi- 
nished amount of adhesive colouring matter a deposit of soft 
black smuts, or particles of carbon, different in colour and 
nature from the other deposit. A chemical change has taken 
place, one result of which is the appearance of these carbon 
particles whioh were not visible before. The carburetted 
hydrogen gas on becoming ignited is converted into flame, or in 
other words, by the aid of the heat the hydrogen of the gas has 
entered into chemical union with the oxygen of the air, pro- 
ducing flame and heat by their union and forming water, 
which passes off in invisible steam. At the same time, the 
carbon, which was present although invisible in the gas, has 
been liberated, and is partially consumed and partially deposited 
on the cold paper in minute visible particles. 

In an open fireplace where the surrounding temperature is 
low the ignition of the hydrogen, and consequently the forma- 
tion of flame is essential to the liberation of these carbonaceous 
particles which in their minute state are carried aloft by the 
ascending current of steam and gases, or are deposited as soot 
on the surfaces with which they come in contact. It is the 
volume of vapour and gases coloured by the carbon particles 
that forms smoke, properly so called. On issuing from the 
chimney these particles, if not carried away by their enveloping 
medium which is always of considerable volume (a ton of coal 
properly consumed giving off nearly half a ton of water), 
would fall at once as a cloud of light black dust. The colour of 
the smoke will be light or dark according to the proportion of 
carbon particles present in the gases. 

The carbon contained in our lighting gas can be rendered 
visible, in a somewhat similar manner to the above, by pressing 
a cold white plate or saucer down upon a jet of burning gas. 
As the olefiant and marsh gases issue from the burner they are 
decomposed by the heat ; the hydrogen is partially separated 
from the carbon, and being more inflammable, burns first with 
flame, in which the carbon particles are highly heated. If 
sufficient oxygen can come in contact with the carbon while 
still at a high temperature, it will be burnt without smoke, but 
ding it with the surface oi tVta ^\»ta ta&oro the eouibin*- 
affected, the carbon ia deposited aa ^*T| ^* %<*&. 



SMOKE PREVENTION AND FIRING. 265 

Smoke may be formed even with an abundant supply of 
oxygen at band for combination witb the carbon, by cooling 
down the name below the temperature necessary for iguiting the 
carbon, before the union is effected. This may be done by 
surrounding the flame with a good conductor of heat at a low 
temperature. 

It would thus appear that the liberation of the carbonaceous 
particles, and consequently the appearance of true smoke takes 
place only after the formation of flame. This is true only so 
far as it applies to an open fireplace, or jet of lighting gas, 
where the temperature of the surrounding atmosphere is 
low. 

In close furnaces where a high temperature is maintained, 
the carbon may be liberated from the gases by the heat without 
the combination of the hydrogen, and consequently without the 
presence of flame, smoke or soot being the possible result, as 
in the other case. 

Smoke in all cases can be avoided simply by bringing a 
supply of fresh air in contact with the carbon while it is red 
hot in the flame, or at a sufficiently high temperature to combine 
with the oxygen. The combination passes off as invisible 
carbonic acid gas. 

What is required then is the presence of sufficient air and a 
sufficiently high temperature. In our domestic fireplaces, we 
usually have the former, but as a very small quantity passes 
through the bars, the great bulk is of a very low temperature, 
and steals away the heat before the chemical union of the 
carbon and oxygen can be effected. In a boiler furnace, on the 
other hand, there is always a sufficiently high temperature, 
unless the furnace be choked with fresh fuel ; but the supply 
of air, especially above the fuel, is too often wanting. The 
supply of air in sufficient quantity to the upper portion of the 
furnace, at the back, or front, or middle, or sides, is the object 
of all good plans for smoke prevention. 

A mode of getting rid of the smoke by consuming it was 
formerly frequently, and still is to some extent resorted to with- 
out the direct introduction of air to the hot gases. The smoke 
once formed, is allowed to mix with carbonic acid at a high 
heat, a second furnace being sometimes provided for the pur- 
pose, when the solid particles of carbon are dissolved in the gas 
producing carbonic oxide. The result of this m^iWL S& «. 
considerable waste instead of a saving ol ixv^ «\*fl&ssv^v n5&» 
appearance of smoke may be prevented. TYk* \fc»a&. xoxigofc^^ 
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rendered economical by the introduction of a supply of frets 
air at the right time and place. 

As flame is essential to the production of smoke at a low 
surrounding temperature, it is evident that if the hydrocarbons 
can be expelled without flame, and the temperature at the same 
time kept down, there will be no smoke. In order to cany 
this into practice it is only necessary to dampen the coals 
sufficiently with water or to mix with them some substance, 
such as bark, containing moisture. The absorption of the heat 
by the fresh charge of coals and steam given off along with the 
gases as well as its interception by the caking of the ooal 
which is increased by this treatment, keeps the upper portion 
of the furnace at so low a temperature, that the hydrocarbons 
escape in the unburnt state, without the formation of real 
smoke, but at a great sacrifice of fuel and speed of evaporation. 

The prevention of smoke by this method is sometimes 
wrongly ascribed to the water introduced along with the coal, 
being decomposed by the heat, when the liberated oxygen is 
said to combine with the carbonaceous particles. But unfortu- 
nately for this theory, when the hydrocarbons do ignite, the 
presence of water seems rather to increase the quantity of 
smoke than diminish it 

As has been already observed, steam can be decomposed by 
passing it through a body of incandescent fuel, and the method 
is of service in some melting furnaces, but it is difficult to 
perceive how any economical advantage is to be obtained by 
applying it to boiler furnaces (unless it is wanted for m*Ving 
flame), where it is also likely to reduce the firebars very rapidly. 

Again, by regulating the draught, and by simply throwing 
on sufficient coal to choke and cool the furnace, the ignition of 
the hydrocarbons can be prevented, but as they pass off ud- 
consumed, this method of smoke prevention is also very wasteful 
of fuel, besides having the disadvantage of making steam slowly 
and intermittently, especially when the coal is of a caking 
nature, since it cannot be stirred before the hydrocarbons have 
escaped. 

Some plans to prevent smoke by closing the damper and so 
reducing the draught at the time of firing have been tried, and 
have always failed, except where the formation of flame has 
been prevented. The draught should be increased instead of 
diminished for a short time after firing, in order to give the 
most economical result. 

With a view to obviate \b& c\aX&n% Vi&\rai^ *t ^V&W 



FIRING. 267 

plates, which extinguish the flame coming in contact with them 
before the combustion of the carbon particles is completed, 
various plans have been tried for completing the combustion in 
fire brick reverberatory furnaces erected in front of the boiler. 

In furnaces of this kind there is often a greater loss of heat 
by radiation and conduction than in a furnace either inside of 
or directly underneath the boiler, and the extra cost involved 
in their erection and maintenance not being compensated by 
any corresponding saving in fuel, operates against their general 
adoption. This plan of delaying the utilisation of the heat 
until the combustion is complete is no doubt theoretically 
correct, but most attempts to carry it out in practice have 
failed in economy, probably owing to the loss of the radiant 
heat from the incandescent fuel. 



FIBTNO. 

The thiokness of the fire and its mode of distribution on the 
grate must be regulated by the size, quality, and nature of the 
fuel, the force of the draught and the facilities for effective air 
admission. When coke and good -sized coals, containing a 
small proportion of hydrocarbons are used, sufficient air for 
perfect combustion can be made to pass through the fire bars 
with a good draught, provided that the fire, generally speaking, 
does not exceed 8" in thickness. With a forced draught, as in 
locomotive boilers, this thickness may be greatly increased, but 
it is dependent in a great measure upon the size of the pieces 
and character of the fueL 

By careful firing, and admitting a sufficient quantity of fresh 
air directly to the hydrocarbons, nearly any kind of semi- 
bituminous steam coal can be burnt without smoke. 

In using round semi-bituminous non-caking coal of the best 
quality, a fire in ordinary sized furnaces from 10" to 14" 
thick is the best for economical combustion, care being taken 
that sufficient, but not too much, air is admitted for admixture 
with the combustible gases whilst they are still at a very high 
temperature. The best mode of firing most kinds of good smoky 
coal of this description is to pile it up on the dead plate, in order 
to allow the volatile ingredients to be expelled by the heat radiated 
and diffused through the furnace. These ingredients, mixing 
with an adequate supply of air entering through. i\\a \rariSitawk 
in the furnace door or front, ignite in \m&&yq% <w«t ^» Vcfc* 
fuel, and are completely consumed. 
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The mass piled up at the door becomes gradually converts 
into coke, and on being pushed forward over the fire at the nex 
charge is burnt principally by the air which passes through th 
bars. Some furnaces require to be altered for the successful carry 
ing out of this " coking " method of firing, which gives th 
most economical, though not the most rapid evaporation. Th< 
pieces of coal should not be introduced larger than the size o 
a man's fist. The fire will require recharging every 20 or 3( 
minutes, according to the draught, combustibility of the coal 
and size of furnace. 

If the coal is small and cakes very much, this plan is no 
admissible, and regular firing with moderate charges at from 1( 
to 15 minutes' intervals must be adopted. With two furnaces, i 
is best to fire alternately, and not one immediately after th 
other, in order to maintain as much as possible a stead] 
evaporation, and to prevent a double volume of smoke appear 
ing in case any should be produced. When the width of th< 
furnace permits, it is also advisable in most cases to emploj 
" side " firing, that is, to throw the coal on each side of th< 
fire alternately, always leaving one side bright, so as not U 
cool the whole furnace at once. This method is preferable tc 
the " spreading n system which is commonly employed. Then 
can be no doubt that this last is the best mode of firing foi 
rapid evaporation, but it is the least economical and the mosl 
difficult for avoiding smoke making, unless very small chargei 
at short intervals are introduced. 

The number of shovelfuls thrown on at each charge with botl 
side firing and spreading firing will vary from 4 to 1 2, according 
to the size and quality of fuel, intensity of draught, and speec 
of evaporation required. 

In using small coals — slack, duff, pease, or beans, the gasei 
are disengaged almost instantaneously when a charge is throwi 
on to a hot fire, and cause a difficulty of admixture with the air, 
even when a sufficient supply is present. The only way t< 
prevent smoke when using slack, without wetting it, is to keej 
up an almost continuous firing with small charges in order tc 
aid the mixing of air with the gases. With limited boilei 
power, however, this method cannot be successfully employed, 
as the cooling effect of the large and frequent volume of cold 
air entering through the open furnace door checks the quick 
raising of steam, and even where the boiler power allows oi 
thin plan being carried out, i\ie 'voYojda <& wx V^v&v ^ukh 
unburnt ia far too large to tender \toft *m\5tosm*\& dl *xu3b> 
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method consistent with a due regard for the economy of 
fuel. 

For the most economical method of burning slack without 
producing smoke, mechanical firing must be resorted to. Thii 
enables a small and regular supply of fuel to be introduced 
without the admission of too much air ; in fact, the supply of 
air may by more than one method of mechanical firing be too 
much restricted, and cause a waste of heat by the production of 
carbonic oxide. This is, however, seldom the case and the error 
of having too thin and open a fire, which allows too much air to 
pass off unburnt, is the rule. 

The steady evaporation ensured by a good arrangement of 
mechanical firing is sometimes a serious objection to its employ- 
ment, where the quantity of steam required varies quickly and 
to a considerable amount. Another objection urged against 
most systems of mechanical firing is that the speed of evapora- 
tion is inferior to hand firing. This can in most cases be ob- 
viated by altering the rate of feeding, thickness of fire, and 
details of furnace. 

With good round coal, hand firing is preferable to any de- 
scription of mechanical firing, with respect to both rapidity and 
economy of evaporation, whilst very little skill is required for 
a satisfactory prevention of smoke when there is sufficient boiler 
power. 

The size of the perforations for the admission of air through 
the furnace front should not exceed ^" diameter, and the sum 
of their areas should not be less than 2" per square foot of fire 
grate, and in some cases requires to be as much as 5" per square 
foot of grate surface. 

Perforated dead-plates are sometimes used with advantage, 
and in many cases when the Hupply entering by the perforations 
is not sufficient for consuming the smoke, the furnace door may 
be left ajar for a minute or two after firing. 

As to whether the admission of air above the fire requires to 
be regulated for the different stages of combustion, there is a 
diversity of opinion. It is contended that as the largest amount 
is required when the gases are evolved immediately after firing, 
the quantity admitted, when constant, must be too great for 
the last stages of combustion if merely sufficient for the first, 
and a loss of heat must be. the result. This argument 8jg^&&> 
•with greatest force to the spreading system, 'wYasra Vfcv» x^^nss&a 
quantity of air after charging is greatest, fcxvd ^wYvex* ^a» ^^^ 
of the gases in soonest completed. But 'vtosu ^&» cs&Sx^*^ *■ 
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is employed the evolution of the hydrocarbons is more gradual 
and continues for some length of time, during the whole of 
which the admission of air is necessary. Experiments, recorded 
by Peclet, on a boiler with provisions for admitting air above 
the fuel, having an area of 16 the air space of the fire grate, 
showed that the quantity introduced through the bars imme- 
diately after each charge was very small ; that the quantity 
increased as the coal became converted into coke, and at the 
end of the interval between firing it was about four times as 
great as at the beginning. The quantity of air admitted by 
the openings above the fuel remained nearly constant. 

These results distinctly show that with any but the coking 
system of firing, the air admission above the fuel should only 
last until the hydrocarbons are expelled, that is, two or three 
minutes after firing. 

With a constant admission of air to the upper part of the 
furnace, even on the coking principle, the speed of evaporation 
is usually diminished, although smoke is prevented. This is 
why so many engineers and firemen object to the plan of ad- 
mitting air above the fire. 

The difficulty caused by the diminution in the speed of 
evaporation points to the greatest obstacle economical smoke- 
preventors have to contend with, namely, the want of sufficient 
boiler power. There are many boilers worked so hard that the 
admission of air above the fuel in barely sufficient quantity to 
prevent smoke, reduces the rate of evaporation below that re- 
quired. Boilers working under such conditions are burning 
their fuel with a great waste, and although the evaporation 
may be rapid it is at a sacrifice of economy. On the other 
hand, the fact of the necessity of having so much boiler power, 
shows that the cooling effect of admitting a considerable quan- 
tity to prevent smoke may not always be economical. 

The fact is, that in many cases no economical gain has been 
obtained by a complete smoke-prevention but just the reverse. 
This may be accounted for on the supposition that the increase 
of heat due to the burning of the hydrocarbons is sometimes 
counterbalanced by the lowering of the temperature by the ex- 
cess of air after the fuel is converted into coke, or that there is 
an excessive admission of air when the hydrocarbons are evolved, 
or that the facilities for mixing the air with the gases at the 
right time and place are insufficient. Peclet records some ex- 
periments where it was found that %o low^ as there was a larger 
volume of carbonic acid than tree oxs^uAu^ ^s^v^sl <sva&* 
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rent, the smoke was thick ; that it began to dear when the two 
volumes were equal, and disappeared when the volume of free 
oxygen was equal to twice that of the carbonic acid. 

It is frequently found necessary to shorten the fire grate in 
order to maintain the evaporative economy, when a furnace is 
altered with a view to prevent smoke by admitting air directly 
to the gases evolved from the coaL In very many boilers the 
length of fire grate is excessive. Whenever it exceeds 6 feet it 
is almost certain to be productive of waste, as the grate beyond 
this length is beyond the control of the stoker in the majority 
of furnaces. Indeed, there are thousands of boilers working 
with 6-foot grates, which might with great advantage be reduced 
by from 12 to 24 inches in length. A large grate by burning 
more fuel will raise more steam in a given time than a smaller 
grate, but the increase of evaporation will not be proportionate 
to the increased quantity of fuel consumed. The shorter the * 
grate the more economical will be the consumption. In fact, 
the economical limit to shortening the grate is only fixed by the 
power of producing sufficient steam without burning the coal 
too rapidly for complete combustion, by distressing the fire with 
too frequent stirring. 

Gases are to be found where the difficulty of keeping a very 
large grate covered increases so rapidly with the strength of the 
draught, that the production of steam is actually reduced as the 
draught is increased, in spite of the greater consumption of fuel. 
This is owing to the quantity of unburnt air, which passes 
through one portion of the grate, increasing more rapidly than 
the quantity of heat generated on the rest of the grate. In 
such cases a reduction of the size of the grate, or force of the 
draught, will be followed both by speed and economy of evapo- 
ration, and less attention will be required in firing. 

The bars of internally fired boilers are frequently placed too 
high, the advantages of a large combustion space to aid the 
mixing of the air with the hydrocarbons, of a large furnace 
surface for absorbing the radiant heat from the fuel, and of a 
thick fire for burning all kinds of good steam coal, being too 
frequently sacrificed for the single advantage of an inch or two 
more width of grate. 

The distance of the bars from the bottom of externally fired 
boilers may be varied within considerable limits, according to 
the size of boiler, intensity of draught, nataxro oil w&^ wA» 
thickness of fire. A distance of 14" ot Ifc" ixom ^* «qb&*r» <*- 
the tiro to the boiler plates appears u> \k> &\m\& ^a» \*m&» «««•» 



272 A TREATISE ON STEAM BOILERS. 

height. By increasing the distance much of the effect of the 
radiant heat is lost, and by bringing the fire too near the boiler 
there is a liability of damaging the plates, and of extinguishing 
the flame, impairing the combustion, and producing smoke. 

The weight of fuel in pounds per hour burnt on each square 
foot of grate is termed the rate of combustion, and depends 
upon the* draught and combustibility of the fueL The rate of 
combustion varies with different classes of boilers, and in dif- 
ferent districts. The following may be taken as the average 
practice with semi-bituminous coals. 

lbs. per square foot 
of grate per hour. 

Lowest rate of combustion in Cornish boilers 4 

Usual rate in Cornish boilers . . .10 

Usual rate in externally fired and internally 

fired Factory boilers , . . 10 to 18 

Usual rate in Marine boilers . . 14 to 26 

„ „ in Locomotive boilers, with blast 

pipe 60 to 130 

The maximum rate of combustion of semi-bituminous steam 
coal, with air-admission through the grate and above the fire 
and with chimney draught, is about 40 lbs., but the evaporative 
economy decreases rapidly with a combustion exceeding 301bs. 
The maximum rate of slightly-bituminous steam coal with air- 
admission through the grate only is about 35 lbs., but even 
below this rate the intense heat given out by these coals has 
been found to fuse the bars rapidly. Their evaporative economy 
decreases with a more rapid rate of combustion than 26 lbs. 



CHAPTER XV. 

HEATING SURFACE. 

The evaporative power of a boiler mainly depends upon the 
efficiency of its heating surface, whose duty is to trausfer the 
heat from the products of combustion without to the water 
within. 

The heat is communicated to the 'transmitting surface in two 
different ways, — by radiation and by contact ; and from two 
or three different hot masses in the furnace, viz., the solid in- 
candescent fuel, the flame, and the hot gases produced by com- 
bustion. Beyond the furnace bridge or tube plate t^e heat is 
imparted by contact and radiation from the name and gases 
only. 

The amount of heat transmitted by radiation from one body 
to another diminishes as the square of the distance between the 
bodies increases. The effect on any surface is also diminished 
by any increase in the inclination at which the rays fall 
upon it. 

The radiation from solid incandescent fuel is greater than 
from flame, whilst transparent hot gases scarcely radiate any 
heat at all. The more intense the contact heat of the flame 
by thorough mixture with the air, the less is the heat by 
radiation. 

Conduction is the transfer of heat either between the par- 
ticles of the same body, or between the parts of different bodies 
in contact, and it is distinguished respectively as internal and 
external conduction. The rate at which the former takes place 
in metal plates is very much greater than the latter, where the 
heat passes from the hot mass to the plates, and from these, 
again to the water. 

The efficiency of any heating surface may be defined as the 
proportion borne by the amount of heat it transmits to the 
whole amount available for transmission, and in this sense the 
term efficiency will be here used. The condittfyu* ox*. ^r\s\£^ 
this efficiency depends are as follows ; — 
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do not appear to verify this conclusion. The inferior evapora- 
tive power usually alleged of the ordinary externally fired 
boiler is, in great measure, due to the dissipation of heat in the 
furnace. 

Where the containing vessel is surrounded by the heating 
medium, as in water tube boilers, and in the " bouillenrs" of 
elephant boilers, the top side cannot be considered as effective 
heating surface, in consequence of the manner in which the 
steam remains in contact with it. The efficiency of these tubes 
surrounded by heat should increase rapidly with the pressure, 
since the space occupied by the steam will decrease as the pres- 
sure is augmented, and the circulation will be improved. The 
aides hold an intermediate position between the top and bottom, 
which latter may be taken as completely effective in absorbing 
and transmitting the heat. Taking the efficiency of the top as 
0, and that of the bottom as 1, that of each of the two sides 
will consequently be £, and the average of the whole circum- 
ference 



+ £ 



±JLLL,j 



showing that the whole surface utilises only one half the 
quantity of heat it would utilise if it were all equally as effective 
as the bottom. In like manner the effective area of a tube 
internally heated will be found to be only one-half its total 
area. In plain cylindrical externally fired boilers only the 
under half of the circumference is exposed to the heat, whilst in 
an internally fired tubular boiler the whole surface of the tube 
beyond the bridge (when clean) is exposed. If we take the 
ratio of the diameter of the externally heated boiler and inter- 
nally heated tube as 2 : 1, the whole surface exposed will be 
equal in both for a given length of boiler, but the effective 
surface will be in the ratio of 3 : 2 in favour of the externally 
fired boiler. 

On leaving the furnace the flame and hot gases come in 
contact with heating surface, which may consist of internal 
tubes of widely different sizes, and of elliptical, circular, or rec- 
tangular cross section ; combustion chambers ; horizontal, in- 
clined, or vertical water tubes ; and the fiat or round ends 
and curved bottoms and sides of the boiler shell. As we 
have already seen, the upper portion of horizontal internal 
tabes forms the most effective ^^otvjAAx^ «,urCi\.ce > the flame 
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and hottest portions of the gases coming in contact with it on 
one side, and the steam escaping readily from the other. The 
upper surface of the tube on the fire side is kept tolerably clean 
by the intense heat and current of hot air when the draught is 
not sluggish. The water side is kept comparatively free of 
incrustation when the deposited matters carried up by the 
ebullition are not prevented from passing away and settling 
where the water is quiet. For this reason, and also to allow 
the rising steam to escape freely, sufficient space should be left 
between the tubes in a multitubular boiler, — about % their 
diameter. For facility of cleaning or washing out, and also to 
facilitate the escape of the steam as it is generated, a cluster of 
small horizontal tubes are best arranged in vertical rows, and 
not zig-zag, or in rows running at an angle of 30° or 60°, which 
is done for the sake of getting the greatest possible number of 
tubes in a given area of tube plate. 

The crowding of tubes in multitubular boilers is often carried 
to an extreme, especially in the locomotives on some of the Con- 
tinental railways, with the view of getting more surface, but 
without regarding the other conditions of steam raising. Heating 
surface in the abstract is one thing, its efficiency is another. 
Theoretically, the spaces between the tubes should increase with 
the distance from the lowest row of tubes. In arranging them 
in vertical rows this can only be attained by decreasing the 
diameter of the tubes as they ascend, which is, however, objec- 
tionable in practice. The under portions of the tubes and 
internal flues are almost worthless for steam raising, not only 
on account of the difficulty the steam has in escaping from the 
surface on one side, but also in consequence of the deposit of 
soot, ashes, and flue dirt which is the rule on the other. The 
incrustation also accumulates much more rapidly, and to a 
greater thickness, on the under side than on the crown of tubes, 
especially of large diameter, principally on account of the com- 
paratively quiescent state of the water in contact with the 
former. 

The manner in which the heat from the swift current through 
a horizontal tube is brought in contact with the metal is pro- 
bably by a kind of convection. Assuming the gases entering a 
tube to be all of the same temperature, the particles striking 
against the upper surface must give up part of their heat, and 
in cooling descend by virtue of their increased gravity, despite 
the onward and upward force due to the momentaxcb. ol 'Ockft \c«as» 
which opposes their descent. The \iot ^axtfutafe Vn«fc»fcaa&*^ 
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behind and beneath these will oome in oontact with the upper 
surface a little further on, and so a species of convection U kept 
up a* the gases sweep along. This probably gives rise to the 
undulating and winding manner in which flame may be ob- 
served to pass along a horizontal tube. It would hence appear 
that the tubes should be inclined downwards from the furnace, 
instead of being quite horizontal, in order to aid the contact 
of the hot gases with their upper surfaces. A very small 
amount of heat is transmitted by radiation from the hot gases 
during their flight. But when the flue deposit on the bottom 
of small tubes is not too thick to impair the draught it may 
act advantageously in robbiug the lower part of the gases of 
part of their beat, which, when sufficient to maintain the layer 
in a state of incandescence, will be imparted by radiation to 
the tube crown. 

In horizontal internal flue tubes various means have been 
devised for extracting more of the heat out of the gases than 
they will yield by radiation or conduction through their mass, 
by breaking the currents at intervals, and so bringing fresh 
portions of the gases in contact with the plates. This is perhaps 
best effected in large tubes by the introduction of side water 
pockets and central water tubes, which also improve the circu- 
lation, and at the same time may be made to impart additional 
strength to the main tubes. The area of the passage is, how- 
ever, contracted by these expedients, and the draught impaired, 
which in some cases causes a reduction in the evaporative 
velocity, instead of an increase, which the application of the 
increased heating surface is expected to produce. The cleaning 
of even large tubes is rendered more difficult by these heat 
extractors, which circumstance alone very often more than coun- 
teracts any advantage they would otherwise afford, causing a 
reduction both in the economy and rapidity of evaporation. 
This difficulty precludes their adoption in small tubes altogether. 
Only the face of the water tubes and pockets against which the 
rapid current impinges on its way to the chimney can be re- 
garded as really effective heating surface. In order to facilitate 
the escape of the steam as it is generated, vertical water tubes 
should be made conical, and no water tube should ever be 
arranged horizontally, as this position is unfavourable to the 
circulation, and renders the escape of the steam well nigh 
impossible. 

In passing up through vertical tubes the gases act at a disad- 
vantage for imparting their heat to the plates. The particles 
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cooled by contact with the sides on entering have no tendency 
to make way for those in the middle of the current that still 
retain their heat, which can therefore only be indifferently im- 
parted by radiation or conduction. Transverse water tubes, or 
some other means for extracting the heat from the gases by 
contact are necessary adjuncts to vertical boilers, to render them 
anything like economical steam generators. These water tubes 
should always be arranged with considerable inclination, to 
allow the steam to escape freely along the upper surface, against 
which it rises as quickly as it is generated at the bottom, and 
so improve the circulation. The cross tubes both in vertical and 
horizontal internal flued boilers should never be arranged all in 
a line, but each tube should be set at an angle with those pre- 
ceding it, so as to intercept the greatest possible amount of heat 
by breaking up the current of hot gases. 

Besides greatly adding to the heating surface, the cross tubes 
and the auxiliary vertical tubes sometimes used in upright 
boilers also promote the circulation throughout the boiler, and 
thus act indirectly in improving the heating surface of the main 
tubes themselves. 

3. The evaporative efficiency depends on the nature, con- 
dition, and thickness of the material forming the heating sur- 
face. In a homogeneous plate the resistance to internal con- 
duction is proportional directly to the distance the heat has to 
traverse, or to the thickness of the plate and inversely to the 
difference of temperatures between the two faces, whence the 
quantity of heat in units transmitted, through 1 square foot 
of plate per hour may be represented by 



t — r 
q =-pT 



where T - temperature of hot gases ; T = temperature of 
water ; t = thickness of plate in inches ; and P = co-efficient of 
thermal resistance found by experiment, and, according to 
Peclet, is 0096 for iron and *0040 for copper. 

Expressing the resistance to external conduction by the 
co-efficients, H and W, which represent respectively the resist- 
ance to the absorption of heat by the face of the plate, and 
the resistance to emission on the other side in contact with the 
water, then the total thermal resistance, internal and external* 
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is expressed by P t + H + W and the quantity of heat 
transmitted by 

T — T 

Q = 



Pt + H + W. 



From this ezpresion it is evident that the heat transmitting 
power of the plate decreases with the thickness and resistance, 
or conversely, increases with the facility offered by its heat- 
absorbing, conducting, and emitting qualities ; also that the 
resistance is not directly proportional to the thickness or the 
conducting power of the plate. The smaller P and t and the 
larger H and W become, so does the importance of the influence 
of the thickness diminish. In consequence of the great 
superiority of the internal compared with the external con- 
duction of copper, brass, iron, and steel, some eminent 
authorities conclude that the small difference in their con- 
ducting powers and thickness has no appreciable influence on 
the amount of heat they transmit. 

Peclet, who found that all metals conduct about alike, when 
their surfaces are dull, quotes two experiments that appear to 
bear out this conclusion. One was with a boiler of cast-iron 
and the other with a boiler of copper. Both were exposed to 
a fierce fire and plunged into the flame. Each produced about 
20 lbs. of steam per square foot of surface per hour. 

Carefully conducted experiments, and the result of actual 
practice, show that after the first few days' work, with ordinary 
impure feed water, there is no perceptible difference in the 
evaporative power of copper, brass, and iron tubes, although 
their relative internal conduction powers are respectively 74, 
24, 12, .and that so far as the economical use of fuel is con- 
cerned, there is no gain in employing the dearer metals. The 
same result has also been found when using slightly different 
thicknesses of the same metal. Although the difference be- 
tween the steaming powers of new boilers with furnace plates 
-§ and -f inch thick is sometimes found to be material, it rapidly 
disappears as the plates become coated over on both sides. 
Layers of oxide, incrustation and grease on one side, and soot, 
flue deposit, or the products from the slow distillation of the 
coals on the other, greatly increase the resistance to the pas- 
sage of the heat. The conductive powers of these substances 
really measure the evaporative power of the tube or plate ; 
being bad thermal conductors, their obstruction to the passage 
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of the heat from the gases or fuel to the water is so great, 
in comparison with that of iron or copper of ordinary thick- 
nesses, that the latter loses its significance, or, in other words, 
the quantities P and t 9 for either copper or iron in the formula 
are so small, compared with H and tV, as not to be worth 
considering. 

The rapidity of the internal conduction is greatly dependent 
upon the homogeneity and solidity of the plates, for all kinds 
of boiler materials. Where much lamination occurs in the 
plates, the internal may actually become a succession of external 
conductions, the rate of transmission being in consequence 
seriously affected. It is a well-known fact that \" and ■£$" 
furnace plates are much more liable to fracture and become 
otherwise injured from excessive heating than -^$" and f" plates. 
This is sometimes adduced as a proof of the inferior evaporating 
powers of thick plates ; but it does not follow that the in- 
feriority is appreciable in the amount of water evaporated. 
The manner in which the injury to thick plates comes about 
is as follows — when the plate is homogeneous and uniform, the 
conduction between the two faces will be uniform throughout, the 
temperature being highest on the fire side and diminishing 
gradually to the other side, where it is lowest. The difference 
will be in proportion to the thickness. Assuming the face in 
contact with the water to be maintained at a constant tempera- 
ture, it follows that the other face will be more and more 
heated as the thickness is increased, and consequently more 
liable to injury from sudden cooling. If the internal face, 
instead of being in contact with water, is covered with scale, 
or the plate is laminated, or a double thickness occurs, the 
thermal resistance may be indefinitely increased, and the liabi- 
lity to injury by the plate attaining a very high temperature 
seriously aggravated. This is proved by the bursting of 
blisters and the fracturing of the lap edges through the rivet 
holes. Formerly, when the difficulty of rolling-boiler plates 
increased with their thickness, the more frequent presence of 
lamination in thick plates would probably have much to do 
with their alleged increased resistance to thermal conduction. 
The difficulty of obtaining sound boiler plates }" thick, 
and even more, is, however, no longer to be considered 
general 

It is said that the thickness of the wroug;hi-\w&. ^st* \*s*. 
plates in American locomotive boiler* la &\m\\i\sta»& ^c*&x*£^«k 
by the action of the heat, until tliey or* «X>o\& -$* ^^^- 
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appears to be the thickness that transmits the heat with just 
sufficient rapidity to keep the surface on the fire side below a 
wasting temperature. This wasting does not take place to so 
great a degree with copper plates, owing to its superior internal 
rate of conduction, -J s inch being the thickness which corres- 
ponds in this respect to the -^ inch iron. It is obvious, how- 
ever, that the impurities in the fuel and water and local action 
of the draught will affect the thickness of the plate, quite 
independently of its conducting power. 

It is the opinion of some experienced boiler inspectors that 
thick furnace plates, both vertical and horizontal, receive a 
slightly thicker coating of incrustation than thin plates, under 
exactly similar conditions of temperature, water, <bc. This 
can only be accounted for on the supposition that the ebullition 
over the thicker plates is less intense, which would appear to 
prove their inferior evaporative value. 

4. In coming in contact with the first unit's length of heat- 
ing surface the gases part with a portion of their heat, they 
will consequently have a diminished amount for the next unit's 
length, and this will be still further reduced by contact 
with fresh surfaces, so that each successive portion transmits a 
gradually diminishing quantity of heat, until the gases escape 
with a certain excess of temperature above that of the water. 
It is usually stated that the quantity of heat so transmitted 
by the plate or tube is in direct proportion to the difference 
in temperature between the heating medium on one side and 
the water on the other. This conclusion must, however, be 
received with some qualification. If the hot gases and air 
passing through a tube possessed the property of imparting their 
diminishing heat, under similar conditions and in a uniform 
manner throughout, and if the resistance to conduction offered 
by the heating surface were uniform for its entire length, it is 
probable that the heat imparted at each point in its passage 
would be nearly in direct proportion to the difference of tem- 
perature. Assuming the gas to enter the tube at 1800° and 
at each successive stage to impart ^ of the difference of 
temperature to the water at 212°, we should have the first 
amount transmitted 

1800° — 212° 

6 « 264 °' 

The gas arrives at the next pomt ^\t\i & \«^«t*.tvuc* of 1800°— 
*4 = 1536°, the amount uu\iaed. Vn *k\& <»&* ^rfl\\» 



t 
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1536' — 212° 



6 



= 221°. 



The temperature at the next stage will be 1536°— 221° ■= 1315°, 
and so on, for each successive steps, until the gases escape at 
850°, as shown in fig. 23. 



1800 



1536 13 



IS 



Fig. 23. 

850 



31 978 



I 



26"? 221 f84 153 128 



But the manner in which the heat is transmitted by the 
gases is not the same throughout. At that end of the tube 
where they enter the heat is imparted to the metal directly 
by the hot gases in contact, which are thereby rapidly cooled 
down, and the heat for the remaining length of tube must, 
in some measure, be transmitted by radiation or conduction 
from the hotter particles, at the axis of the tube, through 
the cooler mass, which now surrounds them, or by convection, 
as stated at page 277. As the transmission of heat by radiation 
and conduction requires time, and is almost nil with hot air and 
transparent hot gases, it appears then that the heat near the 
exit end must be imparted mainly by convection, and, there- 
fore, at a comparative disadvantage, and hence the evaporative 
duty of opposite ends of the tube will not be in direct propor- 
tion to the difference between the temperatures. The amount 
of heat imparted as the gases are cooled down will not be so 
great as we obtained above, nor will the temperature of the 
escaping gases be so low. 

If this be the case when air is the heating medium throughout, 
the difference in the proportion of the quantity of heat imparted 
at opposite ends will be much greater when flame is drawn through 
a tube or along the bottom of a boiler, for a short distance, 
owing to the great superiority that flame possesses over hot air 
as a heating agent under the circumstances we are con- 
sidering. 

According to Professor Rankine, when the difference between 
the heat of the gases and the water is very great, the rate of 
conduction increases faster than the simple ratio of that dif- 
ference, and is nearly proportional to the square of the difference 
of temperature. The rate of conduction in th&tt&aA. \«£\\a Vs* 
plates and tubes per square foot o£ &ux£a&& ^et \lwsx. \a»q "^ 
expressed by 
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Q = ( T — TV , 
a 

where T and T represent the temperatures of the two fluids, 
which are respectively in contact with the two faces, and a is 
a constant, which, lying between 160 and 200, agrees very 
well with the results of experiments on the evaporative power 
of boilers. 

The above considerations will lead us to expect a very small 
evaporative duty from the exit end of long tubes, or, generally, 
from heating surface where the temperature of the gases is very 
much reduced, or the heating medium is changed from flame to 
heated air and steam, and no surprise will be caused by the results 
of various experiments that have been made from time to time, 
to prove the superiority of firebox surface to tube surface. In 
1830 Stephenson found that in a locomotive boiler, open to the 
atmosphere, and with the firebox separated by a plate from the 
barrel, that one foot of firebox was equivalent to three of tube 
surface. In 1840 Mr. Dewrance modified the experiments by 
dividing the barrel of a small locomotive boiler into six com- 
partments, that next the firebox being 6" long, and the 
remaining five compartments each 12" long. The results 
found were that the first six inches of tube were equal, area 
for area, to the firebox surface ; the second compartment was 
only about one-third as effective, while in the remaining four 
compartments the evaporation was so small, according to the 
experiments, as to be practically useless. 

In 1858 Mr. C. W. Williams experimented on a small open- 
topped boiler, 4' 6" long, having a 3" tube passing through 
it. The boiler was divided into five compartments, the first 
being 6" and the rest 12" iu length. The heat was supplied 
by means of a gas burner, placed in one end of the tube, 
bent down at a right angle. In a trial of four hours the 
water evaporated from 44° was in the five compartments 
severally 96, 44, 24, 19, and 16 ounces ; and although the 
temperature of the escaping products of combustion was about 
500°, that of the water in the last compartment was only 
1 70°. In another trial of four hours with the same boiler, 
from an initial temperature of about 190°, the results were 
98, 44, 32, 23, and 17 ounces evaporated. The temperature 
of the water in the last compartment fell to 170°, showing 
that the absorption was less than the lamaAioii of heat* which, 
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however, would not have been the case had the boiler been 
closed in or protected. 

The temperature of the escaping products was in this case 
about 485°. In a third experiment the boiler and tube were 
lengthened to 5' 0", and divided into five equal compart- 
ments, 12" long, and a strong coke fire was substituted for 
the gas jet. In a trial of three hours the quantities evapora- 
ted from 50° were 117, 92, 73, 64, and 63 ounces, the pro- 
ducts escaping at a temperature of 800°, whilst the tempera- 
ture of the water in the last division did not exceed 206° at 
the conclusion of the trial. 

About 1864 some further trials were undertaken with a 
multitubular boiler 5 feet long. The tubes were divided off 
into 6 lengths by plates at intervals. The compartment next 
to the tube plate was only l" long, the second 10", and the 
four remaining were 12" in length each. The following 
quantities of water were found to have been evaporated, after 
three hours' work : — 



Compartment 


No. 


1 ( 1" long) — 46 ounces. 


99 


99 


2 (10" „ ) _ 47 „ 


99 


99 


3 (12" „ ) — 30 „ 


99 


99 


4 (12" „ ) — 22 „ 


99 


99 


6 (12" „ ) — 18 „ 


99 


99 


6 (12" „ ) — 17 „ 



As there were no separate means of measuring the quantity 
evaporated by the tube plate, the large amount given for the 
first length of l" was in reality partially due to tube plate 
surface. The decreasing value of each succeeding length need 
occasion no surprise, although the exact manner of decrease 
in each case is not very clear. 

From these and other experiments it has by many been 
erroneously concluded that in boilers having long tubes, say 10 
feet or more, only the first 12 " or 20 " of length is of material 
evaporative value. The results of the experiments were how- 
ever obtained under conditions very different from those under 
which the tube is employed in practice, the principal difference 
being the absence of the strong draught which draws the 
flame through the tubes, especially in a locomotive boiler. The 
stronger the draught the greater will be the temperate* «& \ks> 
escaping ga^es, and consequently the gro&tor, \2h» n?^&\a^\s , q^ "Vps 
pulliug the Game through the Wbe \3aa \aX\xfc oi \Sas> >&»»&»% 
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surface is more equalised for the whole length and the rapidity 
of evaporation greatly increased. The stronger the draught the 
greater the velocity of the current of gases, and as we «h»n 
presently see, the greater should be the length of the tubes to 
allow time for absorbing the heat. Experience proves that in 
boilers at work all the tube surface is important for speed of 
evaporation, provided the draught is suitably increased with 
the length of tube. 

The great superiority of the furnace-heating surface, both in 
locomotive and other types of boilers, is no doubt greatly owing 
to the radiant heat from the incandescent fuel being principally 
absorbed here. According to Peclet, the proportion of radiant 
heat from red-hot coal may be taken as 0*5 of the total heat of 
combustion. The greatest quantity of this is given out upwards, 
and but very little is absorbed by the hot air, except what is 
not taken up by the plates against which it radiates, in the 
same manner as our atmosphere is only warmed by the earth 
and not by the sun's rays which pass through it. 

If we assume that f of the total heat from the incandescent 
fuel is absorbed by the furnace plates, and £ is carried off by 
the escaping gases for producing the draught, we have only 
| left for absorption by the heating surface of the flues or 
tubes, and owing to the heat being more favourably circum- 
stanced for absorption by the surface near the furnace there 
remains but little heat to be extracted by the surface at a 
distance from the fire. The tube surface is of most value for 
transmitting the heat from the flame which comes in contact 
with it, and its value is least when the fuel burns without 
flame. 

The comparatively small heating power at the escaping ends 
of the tube in the experiments is only what we might expect 
when the hottest portions of the gases are not brought into 
direct contact with the plates. There are many cases where the 
tube surface has been replaced by combustion chambers, pre- 
senting a less amount of transmitting area for the flame, but 
allowing a better mixture of the gases and a more perfect com- 
bustion, yet a loss of evaporative power has generally been the 
result, showing that the value of the tube surface had been 
underrated. 

On the other hand, increasing the heating surface by placing 
numerous tubes at the back end of long internally 6red boilers 
baa led to disappointment, no benefit ta^in^ ro&uited from it, 
* gre&t measure owing to t\ie re\v\<i\.saa<» "wVSti "vYCvSel \J&» V<& 
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gases give up their heat, and in consequence of the retarding of 
the draught by the contracted area of the tubes. There is also 
another important circumstance that operates strongly against 
the evaporative power of the back ends of long tubular boilers 
of all classes where bad feed water is used, except, perhaps, in 
locomotives. The parts of the boiler on which the incrustation 
is most thickly and rapidly deposited is where the water is 
quietest, or the ebullition least violent, and consequently where 
the least amount of heat is absorbed. This amount of incrus- 
tation increases with the age of the boiler, and as the resistance 
to thermal conduction increases in proportion, it is obvious that 
the rate of conduction will decrease in a still more rapid ratio 
than the square of the difference in temperature between the 
two faces. In many cases of externally and internally fired 
boilers, the decrease in the rate of conduction and evaporation 
cannot be less than the cube of that difference. 

It is evident from what has already been stated that we must 
at last arrive at a point where no useful effect can be gained by 
still further increasing the heating surface. This point is not 
always determined alone by the difference of temperature between 
the two fluids, which at any point depends in great measure 
upon the force of the draught, but is governed also by the 
nature of the heating medium, position of heating surface and 
its resistance to conduction. Where there is no means of 
improving the draught there is a positive loss in having too 
extended a heating surface, either in plates or tubes, especially 
in the latter, as the accumulation of soot that takes place in 
them impedes the draught, which again causes a further deposit 
of soot, and so the evil goes on increasing. 

If we assume the diminution of the rate of conduction we 
found at page 283 to be correct, at the same rate, by doubling 
the length of the tube we should have the temperature of the 
escaping gases at 474°, giving an increase of 376° utilised for 
evaporation or 

376 

= 24 per cent. 



1800—212 



of the available amount in the case we have considered, but 
approximately not more than 12 per cent, if we take the tem- 
perature of the fire at 3000°, the difference between ^ftbRf %sA. 
1800° being absorbed in the furnace. But -we ^o\&&\**& \g^ 
even this increase of power if we double Vfrift \«n\g2tL c& ^Qia»\*sfc8it 
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in order to obtain a corresponding increase in the length of 
tube, there being a great loss of heat due to radiation into the 
atmosphere from the boiler shell, which loss increases directly as 
the length, and beyond a certain limit it is evident that we 
should lose inor» than we should gain by adding to the length 
of the boiler 

On the other hand, by reducing the length of the boiler too 
much, a large quantity of heat would be wasted, owing to the 
excessively high temperature at which the gases would escape. 
As a rule we should make our heating surface as great as 
possible, taking care to discharge the products of combustion at 
a sufficiently high temperature to ensure a good draught and 
not to waste more heat by radiation from the boiler than is 
transmitted by the heating surface. The temperature of the 
escaping products should not exceed 600°, which is about the 
maximum in good practice and the best for ensuring a good 
draught. 

5. The evaporative efficiency of a given amount of heating 
surface depends upon the time allowed for the transmission of 
heat through it, or for the contact of the hot gases. The greater 
their velocity, the less time have they for imparting their heat 
to the plates or tubes where the length of surface is constant. 
The velocity through a tube may be increased, either by reducing 
its area, the total quantity of gases passing through remaining 
constant, or by increasing the draught, and so causing a greater 
amount of gases to pass through in a given time, the area of 
the tube remaining unaltered. When the heating surface 
consists chiefly of tubes, as in the locomotive type of boiler, the 
collective area of the tubes may be diminished without decreasing 
the extent of heating surface, since the sectional area varies as 
the square of the diameter, whilst the surface measured by the 
circumference diminishes simply as the diameter. With the 
gases passing at the same velocity through two tubes, whose 
diameters are as 1 : 2, the latter will be traversed in a given time 
by four times the quantity of gases, and will have only twice the 
surface to absorb the heat. Therefore, to obtain the same 
evaporative economy as in the small tube, we must double the 
length of the larger, or generally speaking the proportion 
between diameter and length of* a tube is constant for the same 
evaporative efficiency. When an increased quantity of gases of 
the same density pass through a tube in a given time, although 
there will be a greater absorption of heat, there will still be a 
loss by the increased amount oi \ieaA. T«mwxKQL% \sjl \h& ^aoaDing 
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gases ; and in order to preserve the same economy, or in order 
that the heat of the escaping gases shall remain constant, the 
length of the tube must be increased in proportion to the 
increased quantity of gases passed through. 

If we consider the heat to be imparted to the tube surface by 
radiation, which, however slight, is probably the principal mode 
of transfer in vertical and other long tubes, where the convection 
amongst the particles of gas cannot be supposed to take place to 
any great extent, we may assume the heat to be concentrated in 
the axis of the tube, whence we find the quantity of heat 
received in a given time by the surface from radiation will be 
inversely as the square of the diameter. By doubling the 
diameter we shall have four times the quantity of gases passed 
through, and the quantity of heat received in a given time will 
be only one quarter of what it was before, owing to the increase 
of distance. The surface being, however, twice as great, the 
absorption per unit of length becomes equal to one-half the 
original Therefore, in order to bring the evaporative efficiency 
up to the original, we must double the length of tube, or 
generally we must increase the heating surface as the square of 
the diameter, in order to obtain the same evaporative efficiency 
from radiation when increasing the diameter of a tube. 

But if we reduce the diameter to one-half, we increase the 
absorbing power fourfold per unit of surface; the heating surface 
being however reduced to one-half, the evaporative power of the 
tube will be only doubled, whence the tube may be reduced to 
one-half the original length and still retain the same evaporative 
efficiency, or, the length remaining unaltered, the quantity of 
gases passing through should be doubled to maintain the same 
temperature at the escaping end, or, as before, the efficiency of 
each square foot of heating surface increases inversely as the 
square of the diameter. 

When a fuel is used which burns with a long flame, the 
diameter of the tubes should not be too small to exclude the 
flame altogether from passing along them, as it is of much more 
evaporative value than the transparent products of combustion, 
owing to the small radiating effect of the latter. But where the 
hydro-carbons and carbonic oxide can be sufficiently burnt 
before reaching the tubes these can scarcely be made too small 
In locomotive furnaces the presence of the brick or water arch, 
by retarding the passage of the gases to the tubes and sb^\x\% 
more time for the proper combustion oi ta& Ncfa»\&& ^asto <& *3&» 
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fuel should render successful the application of still smaller 
tubes than are generally used. 

6. From what has already been stated concerning the small 
amount of heat transmitted by radiation, conduction, and 
convection from the transparent gaseous products of combustion, 
the heating surface, at a distance from the furnace, in order to be 
effective, should be arranged to bring the gases in direct contact 
with it, by suddenly changing the direction of their current, or 
by placing water tubes in their path, but at the same time the 
arrangement must not impair the draught to a serious degree. 

The evaporative value of a square foot of heating surface 
varies then in different classes of boilers as well as in the same 
boiler, according to its condition, nature, position, <fcc. In 
consequence of this and the uncertainty of the other conditions 
on which depends the evaporative power, there is considerable 
difficulty in determining precisely the area of heating surface 
necessary for the production of a given amount of steam. The 
simplest way to estimate the evaporative power of a boiler is to 
take the average duty of the whole heating surface found by 
experience for the various descriptions of boilers in use. We 
may take the average maximum evaporative effect of a square 
foot of heating surface at 21 lbs. of water per hour, or one cubic 
foot of water evaporated by three square feet of surfaoe. It 
will be more than this in some locomotive fireboxes, and where- 
ever a jet of flame impinges violently againt the surface, and 
less in some furnaces of externally fired boilers. The precise 
value has never yet been found. In locomotive boilers the 
highest average value for the whole surface in the boiler is 
13*5 lbs. of water from one foot of surfaoe, or about 1 cubic 
foot of water from about 4£ square feet of surface ; and in 
ordinary tubular and externally fired boilers from 3 to 7 lbs., 
or 1 cubic foot from 21 to 9 square feet of heating surfaoe, 
ranging from 20 lbs. per square foot of furnace surface to a few 
ounces or nil per square foot at the point where the gases quit 
the boiler. 

For a given description of boiler, it is evident the evaporative 
efficiency will mainly depend upon the ratio between the 
quantity of coal consumed and the extent of heating surfaoe. 
The quality of the fuel and the manner in which it is burnt, as 
well as the condition of the heating surface, have necessarily an 
important influence upon the evaporative efficiency and power. 
Am we have already seen, that* may be considerable latitude 
Allowed in determining the, xsAio oi consoas^aisii. \a \ttA&B^ 
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surface. By slightly increasing the draught and burning more 
fuel, or, in other words; by slightly forcing the fire, we may 
materially increase the speed of evaporation with a very small 
loss of economy ; and, on the other hand, we might add very 
greatly to the heating surface without finding any appreciable 
benefit either in speed or economy. 

The small gain in economy, accompanying an increase of 
heating surface, is most marked when the area added is parallel 
with the current of gases, and at the part of the boiler where 
they quit it and where it can be least effective, being acted upon 
only by the radiant heat from the gases. But if the additional 
surface is placed in the furnace so as to absorb an additional 
quantity of the radiant heat from the fire, or arranged so as to 
receive the heat of the flame and gases by direct contact, which 
may be done by diminishing the diameter and increasing the 
number of tubes in a multitubular or water-tube boiler, or by 
placing an efficient feed-water heater between the boiler and 
chimney with which the gases come in direct contact, the 
economy may be maintained whilst the consumption of fuel and 
speed of evaporation is increased. 

Mr. D. K. Clark, who has carefully investigated the relations 
of grate area, heating surface, and consumption of fuel and 
water in locomotive boilers, arrives at the following conclu- 
sions : — 

1. For a given extent of heating surface the economical 
hourly consumption of fuel or water decreases directly as the 
grate area is increased, and consequently in order to maintain 
the same efficiency or economical effect, the total hourly con* 
sumption should be reduced at the same rate as the grate area 
is increased. 

2. For a given area of grate the total hourly consumption 
should vary as the square of the heating surface. That is, if 
we double the area of heating surface, we can burn four times 
the quantity of fuel with the same grate area and maintain the 
same evaporative efficiency or economy. 

3. For a given hourly consumption the area of the firegrate 
should vary as the square of the heating surface in maintaining 
the same efficiency. That is, if the heating surface be doubled, 
the grate area may be increased four times, and the same 
economical consumption maintained. 

Now with respect to the first of these ooitf&u&BUb*^'*"^^' 
appear to hold good for all description* oi \wtat*. "Va. ^^»wc^ 
it may be said that there cannot be too YM&a ^c%te * Bce! ^l ** 
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economical evaporation. Evaporative economy is, however, not 
compatible with evaporative speed, and the diminution of grate 
area is limited by the speed of evaporation required, and by the 
maximum rate of combustion found to be consistent with 
economy, which varies in different classes of boilers. By re- 
ducing the grate area the economical value of the heating surface 
of the boiler may be increased, although the speed of evapora- 
tion may at the same -time be diminished. From the relations 
embodied in the second and third conclusions, that when the 
heating surface is doubled the economical hourly consumption 
of fuel may be increased fourfold by increasing the rate of com- 
bustion or the size of the grate, it may be concluded that the 
efficiency of each foot of surface is increased by merely increas- 
ing the surface, or that the evaporative power of the boiler is 
increased more rapidly than the increase of heating surface, 
whilst the efficiency is maintained. There is, however, a 
maximum quantity of coal that can be economically burnt on 
each square foot of grate, which limits the power to be derived 
by increasing the heating surface, while the grate area remains 
constant, and with a given rate of consumption of fuel the 
increase of grate area is limited by practical considerations 
already noticed. 

It is, however, more especially to boilers of the locomotive 
type that the two last conclusions can apply. In adding heat- 
ing surface to a locomotive boiler with a given area of firegrate, 
we can only increase the size of firebox, add midfeathers or 
similar expedients, and increase the number of tubes, as the 
length of boiler cannot usually be increased. This at once adds 
considerably to the economical evaporative power, by offering a 
larger surface at the most effective position in the boiler ; and 
if the diameter of the tubes be at the same time reduced, the 
evaporative efficiency is likely to be still further increased, as the 
smaller tubes are better adapted for extracting the heat from 
the gases, and the result found in practice agrees with the 
theoretical considerations advanced above. 

But in the case of an ordinary stationary boiler we can only 
augment the heating surface to any considerable extent by 
adding to the length of the boiler, or by increasing the run of 
the flues. In either case we add the heating surface where it is 
least effective, and where the least quantity of water is evapo- 
rated, in consequence of the gases being here cooler, and in the 
worst condition for imparting t\ie\? 'n&afc, w&d stao on account of 
■ deposit of Boot and incTUstsAioix \ft\n% Vta&^s&^itascfe Mut 
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gases quit the boiler for the chimney. By doubling the length 
of a tubular or externally fired boiler we should not be able even 
to double the consumption of fuel and maintain the same 
evaporative economy. Besides, unless the draught can be 
materially increased at the same time that the run of the flues 
is lengthened there will be a decided falling off in the speed of 
evaporation. 

In the locomotive the forced draught allows a greater range 
in the rate of combustion than can be obtained in stationary 
and marine boilers. 

With a sluggish draught small tubes are liable to become 
choked up with soot or flue deposit, and this liability increases 
with the length of the tube. The same remark applies to a 
great extent to external flues, where the tendency of the soot 
to adhere to and accumulate upon the plates increases with the 
length of flue and sluggishness of draught. In multitubular 
boilers with chimney draught the ratio of the length to the 
diameter of tube should not exceed 24 : 1. In locomotives it 
may be made as much as 120 : 1. The reduction of the 
diameter of the tubes is limited by the area of the flue way it is 
found necessary to maintain, which will greatly depend upon the 
strength of the draught. In multitubular boilers with chimney 
draught the ratio of total tube area to grate area should be 
about 1:7. In locomotives the proportion of the collective 
sectional area of tubes to grate area is usually about 1 : 4. 
With a constant proportion of grate area and flue way, the grate 
is reduced to one-half by doubling the quantity of tubes of a 
given length, and still maintaining the same quantity of heating 
surface in them. As twice the quantity of fuel should be burnt 
on this reduced area to maintain the same efficiency, it follows • 
that four times the quantity of fuel is to be burnt per hour per 
square foot of grate. The practical impossibility of exceeding a 
certain rate of combustion should restrict the reduction of the 
diameter of the tubes. With a given length of boiler the reduc- 
tion of the diameter of tubes is limited by the ratio of diameter 
and length of tube it is advisable to adhere to. At the Wigan l 
coal trials in 1868 the effect was tried of dispensing with the 
external flues of a Lancashire and Galloway boiler, the gases 
being allowed to pass directly from the internal flues to the 
chimney. The result was a slight falling off in economy, or 
in pounds of water evaporated per pound of qqa!l\\sq& "wc* 
nearly the same quantity of water "waa eTO£m«ta&. «& ^assa. , Sb» 
gases made the circuit of the external ftaot, *sA wdm^S? 880 ^ 



294 A TREATISE ON STEAM BOILERS. 

traversed a much larger extent of heating surface. It was also 
found thiit the Galloway boiler was not superior in evaporative 
power or economy to the ordinary Lancashire boiler, although it 
possesses a greater extent of effective heating surface, and also 
that the difference between the evaporative effect of iron and 
steel flues in a Lancashire boiler was not appreciable. In all 
these cases a high rate of evaporative efficiency was maintained, 
being above 9 lb. of water from 100° per lb. of coal ; but had 
there been a considerably larger consumption of coal per hour, 
giving a higher temperature to the escaping gases, the result 
would have been more decidedly in favour of the larger heating 
surface of the Galloway boiler, and of both boilers with external 
flues, as compared with the results without them. 

There are cases, however, of boilers having two internal 
furnaces, with combustion chambers, and a number of small 
tubes at back end, which, notwithstanding their greater heating 
surface, cannot be made to generate steam as rapidly or as 
economically as boilers of the simple Lancashire type working 
alongside of them, and having the same external length and 
diameter, the same grate area, chimney, and description of 
external flues, and other conditions. This unlooked-for result 
can only be ascribed to the decrease of draught and the increased 
quantity of incrustation and soot caused by the more com- 
plicated arrangement of flue way. With a cleaner fuel and 
purer water it is not improbable that the results would be 
reversed. 

There are numerous cases where the additional surface of 
conical and other water tubes is rendered almost useless by the 
amount of incrustation formed in them. The incrustation 
accumulates more rapidly inside these small tubes than on the 
convex surface of the main tubes they are placed in, in spite 
of the circulation, chiefly owing to the greater difficulty found 
in removing the incrustation as it forms, caused by its inac- 
cessibility. Greater pains should therefore be bestowed in 
cleaning out these water tube boilers in order to maintain their 
efficiency. It may be gathered from these last considerations 
that the evaporative result obtained from a new boiler may 
afford no guide to the value of the same boiler after it has been 
in use some time. 

The comparative amount of hard incrustation is generally a 

pretty sure index of the value of the heating surface on which it 

is found. Where the ebullition \a gceatok\>,\.\\& wcbount of hard 

And tenacious scale will be least. Ttas, \uraeTCt, ta«&\tf&«i£$^ 
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where the boiling off of the deposit is impeded by stays or other 
obstacles, such as are found on the crown of some locomotive 
fire-boxes, or in the midst of a nest of closely packed small 
tubes. In some cases where the boiler is not carefully cleaned, 
the line which marks the limit of the greatest ebullition over the 
furnaces of externally fired and internally flued boilers, and in 
the water tubes, may be found pretty sharply defined by the 
variation in the thickness of incrustation, especially where the 
circulation is defective. The change in the colour of the incrus- 
tation caused by the heat when the furnace plates have been 
accidentally left bare of water, with a good fire underneath, some- 
times reveals the fact that the intense heat over the fire, both 
from the radiation of the incandescent fuel and the impinging 
flames, is much greater than the heat imparted by the flame 
alone. The buckling of the plates caused by overheating under 
similar circumstances is usually confined to the crown in front 
of or above the bridge, and is also an indication of the greater 
intensity of the heat at this part. 

The most satisfactory method of determining the efficiency 
of any heating surface is that given by Professor Rankine, which 
is as follows : — 

Jl = BS 

E S + AF 

Where E' = the available evaporative power, and E = the 
theoretical evaporative power of 1 lb. of a given kind of fuel in 
an ordinary boiler in which S = the total area of heating 
surface, including feed water heater, if any ; F = the number 
of pounds of fuel burnt per hour. A and B are two constants 
found by experience ; A is probably approximately proportionate 
to the square of the quantity of air supplied per lb. of fuel. 
B is a fractional multiplier to allow for miscellaneous losses of 
heat, which, for chimney draught, is here taken at 20 per cent. 

4 
For boilers with chimney draught B = — A = *5 



„ „ „ forced „ B = — A = 
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The following are examples of efficiency for dvfo\«K& ^ss^rs** 
tions of boilers and rates of comVmatioii, to&l tSbssK&fci fcs»»sS^ 
calculated by means of this formula i— 
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The third arid fourth columns give the average rate of evapo- 
ration of boilers in use, the total heat from 1 lb. of coal being 
taken at 14 lbs. of water evaporated from 212°. With a clean 
boiler, good coal, skilful firing, and introducing the feed water 
at a high temperature, the quantities in column four may be 
increased by from 10 to 30 per cent ; and on the other hand, 
with a dirty boiler and unskilful attendance they may be 
diminished from 65 to 20 per cent., which is too frequently the 
case, and often causes much disappointment. With the best descrip- 
tions of feed water heaters, or economises, which utilise the heat 
from the escaping gases on their way to the chimney, and have 
their surface at right angles to the direction of the draught 
kept clear by means of self-acting scrapers, the feed may at 
times be raised to a temperature of 250°, or even more, with a 
corresponding saving in fuel. The area of these eoonomisers 
should be considered in estimating the efficiency of the total 
heating surface of the boiler. 

The plan sometimes adopted of placing an old boiler or tank 
in the flue between the end of the boilers and chimney to serve 
as a feed water heater, is often attended with very unsatisfactory 
results, owing to the absorbing surface. Wotd.umj thickly coated 
over iritfc soot when smoky cosla m*\u«4. l&mwaVi 
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of such feed-warmers heating the* water to about 212° for the 
first few days after being set to work; but their efficiency 
gradually falls off, and sometimes at the end of a fortnight they 
are unable to raise the temperature of the water they contain 
beyond 100°, simply owing to the thick non-conducting coating 
of soot they receive. 

There are many Cornish and fancashire boilers, where due 
attention is not paid to cleaning the flues, working for months 
together with an inch or more of soot on the bottom plates in 
the external flues, and with a large quantity of flue deposit in 
the internal tubes, varying in thickness from that limited by 
the height of the bridge to 6" or 9" at the back end. In fact, 
the usual state of affairs is not much better than this after 
working a few weeks with ordinary descriptions of semi-bitu- 
minous coal, and a great part of the heating surface is rendered 
useless in ooxisequenoe. 



** 



CHAPTER XVI. 

BOILER POWER. 

It must be admitted that the manner in which the power of 
a boiler is usually calculated is far from satisfactory. It has 
long been the custom to estimate boilers by their real or nominal 
horse power. As the nominal horse power of an engine is usually 
based upon the diameter of the cylinder, without regard to 
other conditions, so in boilers the nominal standard of power is 
estimated by their size, without regarding the pressure of steam, 
the efficiency of heating surface, size of grate, rate of combus- 
tion, quality of coal, setting, and frequently the most im- 
portant of all, the condition of the boiler and ability of the 
firemen. Whilst admitting their unsatisfactory nature, we shall 
give some of the rules that have been mostly employed. How- 
ever correct any one of these rules may be for one description of 
boiler, it will give a false result for boilers of a different class, 
or even of the same class, but of different size and proportions. 

Armstrong's rule is to allow one cubic foot of water evaporated 
per hour, one square foot of firegrate area, and one square yard 
of total heating surface per horse power for ordinary coal, and 
| of a square foot of grate for good steam coal, and as little as 
\ square foot when the best coal only is employed. This rule 
stands H P = J (S + G) where S = heating surface in yards, 
and G = area of fire grate in feet Reckoning by superficies 
it is now usual to allow about 15 square feet of heating surface 
per nominal horse power for ordinary factory boilers. For 
multitubular boilers from 18 to 26 square feet of heating surface, 
and from *5 to *85 square feet of grate area. 

Another rule very much used is to allow from 5 to 6 square 
feet of boiler section per H. P. in plain cylindrical boilers, or 

section of Boiler 

Mrs - 

6 

In Cornish and Lancashire boilers the sectional area of the 
fine tubes is usually added, «nA from fc to S> *o£»x* &et per 
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H. P. is allowed. For example, in a Lancashire boiler 7 
feet diameter, 30 feet long, and having 2 flues 2' 9" diameter, 
we have 375 square feet of section, which divided by 8, gives 
47 H. P. For Galloway boilers 4*5 is usually taken for a 
divisor instead of 6. 

Another rule like Armstrong's is 



HP =±VS x G 

For multitubular boilers the following rule is sometimes 
used : 

H P = 1-8VS X G s Mug in yards and 

G in feet 

For marine boilers working up to nearly five times their 
nominal horse power — 

H P = -7>/S x <* 

As the term nominal horse power, according to these rules, is 
so undefined, it is preferable to reckon the power of a boiler by 
the quantity of water it will evaporate. With a moderately good 
engine one half cubic foot of water, or about 30 lbs., will develop 
1 H. P. (indicated) per hour. With externally fired boilers 
having the proportions between the heating surface and grate 
•rea between the limits of 10 and 16 to 1, the average evapo- 
rative power may be taken at 1 cubic foot from 18 feet of heat- 
ing surface, or 9 feet per H. P. Egg-ended furnace boilers, 
intensely heated their whole length, have been known to 
evaporate 1 cubic foot of water from 4 square feet of heating 
surface, which is equivalent to 2 square feet per H. P. In 
Cornish and Lancashire boilers, where the proportions between 
the heating surface and grate area are within the limits of 
1 5 and 25 to 1, the evaporative power may be taken at 1 cubic 
foot of water from about 14 square feet of total heating surface, 
or 7 square feet per indicated horse power. 

In multitubular and other boilers where the heating surface 
is to the grate area as from 30 : 1 to 40 : 1, 9 square feet of 
surface will evaporate 1 cubic foot of water, or require 4| square 
feet of total heating surf ce per H. P. 

Vertical boilers are usually very wastefwY ol ^2^\rafcVEL*«^* 
cases, where the boiler is in good condition > wA Vk* tacNs^a&ass*- 
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is promoted by well arranged water tubes, they have evaporated 
8 lbs. of water from 60° per 1 lb. of coal, and 1 cubic foot of 
water per hour from 16 square feet of heating surface, and may 
be reckoned at 8 square feet per H. P. ; but 10 or 12 square 
feet per EL P. are more commonly required. 

In locomotive boilers with forced draught, and the ratio of 
heating surface to grate area between 60 : 1 and 80 : 1, an 
average of 3 square feet of total heating surface per indicated 
H. P. may be taken as an approximation. As we have already 
said, the quality of fuel, rate of combustion, skill of stoker, 
arrangement of furnace, and condition of boiler, will materially 
influence these quantities. 

Suppose we require the size of a Cornish boiler to supply 
steam to an engine having a cylinder 16" diameter and 24" 
stroke, making 60 revolutions a minute, cutting off at one 
quarter stroke, and working at 60 lbs. pressure. Now, without 
taking into account the difference of pressure in the boiler and 
in the cylinder, we shall have the quantity of steam required 
per hour thus : — 16* X '7854 X *25 X 24 x 2 X 60 X 60 
= 5026 cubic feet. This quantity should be increased by at 
least 25 per cent, to allow for loss of steam in ports, clearance 
of piston, escape at safety valve, and other waste, as well as to 
allow some margin of power ; we shall therefore have 6282 
cubic feet as the quantity of steam to be evaporated per hour. 
In table at page 303 we find that at 60 lbs. pressure 1 cubio 
foot of steam is 353 times more bulky than the water from 
which it is raised, whence the above quantity of steam is 
equivalent to I7f cubic feet, or 1106 lbs., of water evaporated at 
60 lbs. pressure per hour. 

The usual rate of combustion in Cornish boilers is about 12 lbs. 
of coal per square foot of grate area ; and taking the evapora- 
tion at 7 '25 lbs. from 60° per lb. of coal, we get 12 X 7*25 
= 87 lbs. of water evaporated per square foot of grate per hour, 
and 1106 -f- 87 = 12| square feet of grate, the area required* 
Fixing the maximum length at 5 feet, the width will be 2' 7", 
which will require a tube of about 2' 9" diameter. Allowing 
6 inches for bottom water space, and 2' 3" from furnace crown 
to shell crown, we have a boiler 5' 6" diameter ; and taking the 
length at four times the diameter, we shall have 22 feet as the 
length. 

Had the area of firegrate required been about 20 square feet, 
it would have been advisable to limit the length of grate to 
4 feet, and to make a Lancashire \»o\V«t 1 tafc &jM&sfaec x 28 
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feet long, having two 2' 9" tubes, instead of making the grate 
6' 0" x 3' 4", and using a Cornish boiler 6' 0" diameter, with 
a 3' 6" furnace tube. 

Many tests have been undertaken to ascertain the evaporative 
power of different classes of boilers in actual work ; but few of 
these are of any value, owing to the unreliable means usually 
employed to measure the quantity of water evaporated. The 
easiest method, and consequently the one most frequently 
adopted, is to measure the quantity by the difference of its 
height in the water-gauge glass at the beginning and end of the 
trial, and also at intermediate stage*. This method is very 
rude and uncertain, since there can be little doubt that in many 
boilers at work the surface of the water is not level, but is 
usually higher over the furnace, or where the greatest ebullition 
occurs. The difference in height at any moment will greatly 
depend upon the intensity of the ebullition which is ever vary- 
ing during the intervals between firing. With mechanical firing 
the difference of height is probably reduced to a minimum. 

The meters employed for measuring the water are sometimes 
not trustworthy. The only sure method of ascertaining the 
quantity of water evaporated is by actual measurement with a 
cistern or vessel, whose cubic contents are accurately known. 
The quantity of water in the boiler before and after the trial 
should be measured at the same temperature, which should not 
exceed 212° to ensure accuracy. But even when the amount 
of water introduced and the quantity passed off from the boiler 
is accurately ascertained, there yet remains a doubt as to how 
much has been actually evaporated, and how much may have 
passed off in priming, unless the trial has been conducted with 
the boiler open to the atmosphere, which appears to be the only 
condition under which accuracy can be ensured, unless a suitable 
apparatus can be provided for accurately measuring the weight 
and temperature of all the steam and water given off when the 
boiler is working above atmospheric pressure. 

There are very few boilers tmtt do not prime more or less, 
and the quantity of water passed off in this manner is sometimes 
very considerable, and has led to the impossible results of 
16 and 17 lbs. of water evaporated per lb. of ordinary coal in 
locomotive and water tube boilers being seriously recorded. Ex- 
ternally fired boilers that have given the moderate result of 5 lbs. 
of water per lb. of coal at atmospheric pressure, h&<r« ^ssva> 
the unexpected result of 10 and 12 \\», oi ^w*X«r e^vswfc*^ *** 
40 lbs. pressure. In fact, unless, the *mo\o& <& ^i*Jwe* ^P***^ 
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over with the steam by priming, when working under pressure, 
can be accurately ascertained, the evaporative results are not to 
be relied upon, however carefully in other respects the trial may 
have been conducted. 

It is customary to give the quantity of water evaporated from 
a temperature of 212°, to which the results of evaporation are 
usually reduced. 

The quantity corresponding to any temperature of feed water 
and working pressure can readily be found with the aid of the 
annexed table, taken from the "Encyclopaedia Britannica," 
wherein are presented the relations of the properties of steam, 
as now accepted by the best authorities : — 



BOILER POWER. 



80S 



Properties of Saturated Steam. 



Total pres- 










Relative 




sure per 


^FAftoii*rA 


Sensible 


Total heat in 


Weight of 


volume of 




square inch 
measured 


rrvaouiv 

above atmo- 
sphere. 


temperature 
in Fahren- 


degrees from 
zero of 


one cubic 
foot of 


steam com- 
pared with 




from a 
vacuum. 


heit degrees. 


Fahrenheit. 


steam. 


water from 
which it was 














raised. 




1 


^MM 


1021 


1144-5 


•0030 


20582 




2 


— 


1263 


1151-7 


•0058 


10721 


i 


3 





141-6 


1156*6 


•0085 


7322 




4 





1531 


1160-1 


•0112 


5583 




5 





162*3 


1162*9 


•0138 


4527 




6 


■ 


170*2 


1165*3 


•0163 


8813 




« 


— 


176-9 


11678 


•0189 


3298 




8 





182-9 


1169-2 


•0214 


2909 




9 





188 3 


1170*8 


•0239 


2604 




10 





193*3 


1172*3 


•0264 


2358 




11 





197*8 


1173-7 


•0289 


2157 




12 





202-0 


1175*0 


•0314 


1986 




13 





205 9 


11762 


•0338 


1842 




14 





209-6 


1177-3 


•0362 


1720 




14*7 





212.0 


1178*1 


•0380 


1642 




15 


•3 


213-1 


1178-4 


•0337 


1610 




16 


1-8 


216-3 


1179-4 


•0411 


1515 




17 


2-3 


219-6 


1180-3 


•0435 


1431 




18 


83 


222-4 


1181-2 


•0459 


1357 




19 


4-3 


225-3 


1182-1 


•0483 


1290 




20 


5-3 


228-0 


1182-9 


•0507 


1229 




21 


6 3 


230-6 


1183-7 


•0531 


1174 




22 


7 3 


233-1 


1184-5 


•0555 


1123 




23 


8-3 


235-5 


1185*2 


•0580 


1075 




24 


9*3 


237-8 


1185*9 


•0601 


1036 




25 


10 8 


240-1 


1186-6 


•0625 


996 




26 


11-3 


242-3 


1187-3 


•0650 


958 




27 


12-3 


244-4 


1187-8 


•0673 


926 




28 


13-3 


246*4 


1188-4 


•0696 


895 




29 


14*3 


248*4 


1189*1 


•0719 


866 




30 


153 


250*4 


1189-8 


•0743 


838 




31 


16*3 


252*2 


1190*4 


•0766 


813 


32 


17*3 


254-1 


1190*9 


•0789 


789 1 


33 


18-3 


255'9 


1191*5 


•0812 


767 




34 


19.3 


257-6 


1192-0 


•0835 


746 




35 


20 3 


259*3 


1192-5 


•0858 


726 




36 


213 


260-9 


1193-0 


•0881 


707 




37 


22*3 


262-6 


1193-5 


•0905 


688 




38 


23-3 


264-2 


1194*0 


-0929 


671 




39 


24'3 


265-8 


1194*5 


•0952 


*** \ 


40 


25*3 


267-3 


1 119 4-a 


\ -WV 


\ ^ 



\ 
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Properties of Saturated Steam. 



_J 



Total pres- 
sure per 

square inch 
measured 


Pressure 
above atmo- 
sphere. 


Sensible 

temperature 

in Fahren- 


Total heat in 

degrees from 

zero of 


Weight of 

one cubic 

foot of 


1 Relative 
1 volume of 
steam com- 
pared with 


from a 
vacuum. 


heit degrees. 


Fahrenheit 


steam. 


water from 
which it was 












raised. 


41 


26*3 


268-7 


1195-4 


•0996 


625 


42 


27*3 


270-2 


1195-8 


•1020 


611 


43 


28-3 


271-6 


1196-2 


•1042 


598 


44 


29-3 


273 


1196-6 


•1065 


585 


45 


80 3 


274-4 


1197-1 


•1089 


572 


46 


81-3 


275 8 


1197*5 


•1111 


561 


47 


82-3 


277 1 


1197-9 


•1133 


550 


48 


33*3 


278-4 


1198-3 


•1156 


539 


49 


84-3 


279-7 


1198*7 


•1179 


529 


' 50 


35 3 


281-0 


1199-1 


1202 


518 


51 


86*3 


282-3 


1199-5 


•1224 


509 


52 


87 3 


283-5 


1199-9 


•1246 


500 


53 


38-3 


284-7 


1200-3 


•1269 


491 


54 


89-3 


285-9 


1200-6 


•1291 


482 


55 


40-3 


287*1 


1201-0 


•1314 


474 


56 


41*3 


288-2 


1201 -3 


•1336 


466 


57 


42*3 


289-3 


1201-7 


•1364 


458 


58 


43 3 


290-4 


1202-0 


•1380 


451 


59 


44*3 


291-6 


1202-4 


•1403 


444 


60 


45-3 


292*7 


1202-7 


•1425 


437 


61 


46-3 


293-8 


1203-1 


•1447 


430 


62 


47-3 


294-8 


1203-4 


•1469 


424 


63 


48 3 


295*9 


1203-7 


•1493 


417 


64 


49-3 


296*9 


1204-0 


•1516 


411 


65 


50-3 


298-0 


1204-3 


•1538 


405 


66 


51-3 


299 


1204*6 


•1560 


399 


67 


52-3 


300-0 


1204-9 


•1583 


393 


68 


53-3 


300-9 


1205-2 


•1605 


388 


69 


54-3 


301-9 


1205.5 


•1627 


383 


70 


55*3 


302-9 


1205 8 


•1648 


378 


71 


56-3 


303*9 


1206-1 


•1670 


373 


72 


57 3 


804-8 


1206-3 


.1692 


368 


73 


58-3 


305-7 


1206-6 


•1714 


363 


74 


59-3 


806-6 


1206-9 


•1736 


359 


75 


60*3 


307-5 


1207-2 


•1759 


353 


76 


61-3 


808-4 


1207-4 


•1782 


849 


77 


62-3 


309-3 


1207-7 


•1804 


345 


78 


68*3 


310-2 


1208-0 


•1826 


341 


79 


64-3 


811-1 


1208-3 


•1848 


337 


80 


65*3 


312-0 


1208-5 


•1869 


333 


" 1 


Q6-3 


, 312-8 


, 1208-8 


i -1891 1 


k 829 
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Properties of Saturated Steam, 



M* A 1 










Relative 


Total pres- 
sure per 

Bquareinch 

measured 

from a 


Pressure 
above atmo- 
sphere. 


Sensible 
temperature 
in Fahren- 
heit degrees. 


Total heat in 
degrees from 

zero of 
Fahrenheit. 


Weight of 

one cubic 

foot of 

steam. 


volume of 
steam com- 
pared with 
water from 
which it was 


vacuum. 










raised. 


82 


67-3 


313-6 


1209-1 


•1913 


825 


83 


68*3 


314*5 


1209-4 


•1985 


821 


84 


69*3 


315-3 


1209-6 


•1957 


318 


85 


70-3 


316-1 


1209-9 


•1980 


814 


86 


713 


816-9 


1210-1 


•2002 


811 


87 


72-3 


3178 


1210-4 


•2024 


308 


88 


73-3 


318*6 


1210-6 


.2044 


305 


89 


74 3 


319.4 


1210-9 


•2067 


301 


90 


75-3 


820-2 


1211-1 


•2089 


298 


91 


76 3 


821*0 


1211 3 


•2111 


295 


92 


773 


821-7 


1211-5 


•2183 


292 


93 


78 3 


322-5 


1211-8 


.2155 


289 


94 


79*3 


323-3 


1212-0 


•2176 


286 


95 


80*3 


824-1 


1212-3 


•2198 


283 


96 


81-3 


324*8 


1212-5 


•2219 


281 


97 


82*3 


825-6 


1212-8 


•2241 


278 


• 98 


83-3 


826-3 


1213-0 


•2263 


275 


99 


84'3 


327 1 


1213-2 


•2285 


272 


100 


85-3 


827*9 


1213-4 


•2307 


270 


101 


86*3 


328*5 


1213*6 


•2329 


267 


' 102 


87*3 


829-1 


1113-8 


•2351 


265 


103 


88*3 


329-9 


12140 


•2373 


262 


104 


89 3 


330-6 


1214-2 


•2393 


260 


105 


• 90*3 


331-3 


1214-4 


•2414 


257 


106 


91*3 


831*9 


1214-6 


•2435 


255 


107 


92'3 


332-6 


1214-8 


•2456 


253 


108 


93*3 


333*3 


12150 


•2477 


251 


109 


94*3 


834-0 


1215-3 


•2499 


249 


110 


95*3 


834-6 


1215-5 


•2521 


247 


111 


96*3 


335-3 


1215-7 


•2543 


245 


112 


97*3 


836-0 


1215-9 


•2564 


243 


113 


98-3 


336-7 


1216-1 


•2586 


241 


114 


99*3 


337-4 


1216-3 


•2607 


239 


115 


100-3 


338*0 


1216-5 


•2628 


237 


116 


101-3 


838-6 


1216*7 


•2649 


235 


117 


102-3 


839-3 


1216-9 


•2674 


233 


118 


103 3 


339*9 


1217*1 


•2696 


231 


119 


104*3 


340*5 


1217*3 


•2788 


229 


120 


105-3 


841 1 


1217-4 


•2759 


227 k 


121 


106-3 


841-8 


1217*6 


. '11*& 


v <KI& 


122 


107*3 


8424 


1217 -a 


\ -TOWV 


\ «fiX 


1 1 


1 






.\ 


A_— 
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Properties of Saturated Steam. 



Total pres- 
sure per 
square inch 

measured 
from a 

-vacuum. 


Pressure' 
above atmo- 
sphere. 


Sensible 
temperature 
in Fahren- 
heit degrees. 


Total heat in 
degrees from 

zero of 
Fahrenheit. 


Weight of 

one cubic 

foot of 

steam. 


Relative 
volume of 
steam com- 
pared with 
water from 
which it was 
raised. 


123 


108-3 


343-0 


1218-0 


•2822 


222 


124 


109*3 


348*6 


1218-2 


•2845 


221 


125 


110-3 


344-2 


1218*4 


•2867 


219 


126 


111-3 


844-8 


1218-6 


•2889 


217 


127 


112-3 


345-4 


1218-8 


•2911 


215 


128 


113-3 


346-0 


1218-9 


•2933 


214 


129 


114-3 


346-6 


1219-1 


•2955 


212 


130 


115*3 


347 2 


1219-3 


•2977 


211 


131 


116*3 


347-8 


1219-5 


•2999 


209 


132 


117-3 


348-3 


1219-6 


•3020 


208 


133 


118-3 


348*9 


1219-8 


•3040 


206 


134 


119-3 


349*5 


1220-0 


•3060 


205 


135 


120*3 


350-1 


1220-2 


•3080 


203 


136 


121-3 


350-6 


1220-3 


•3101 


202 


137 


122-3 


351*2 


1220-5 


•3121 


200 


138 


123-3 


351-8 


1220-7 


•3142 


199 


139 


124*3 


352-4 


1220-9 


•3162 


198 


140 


125-3 


352*9 


1221-0 


•3184 


197 


141 


126*3 


353-5 


1221-2 


•3206 


195 


142 


127*3 


3540 


1221-4 


•3228 


194 


143 


128-3 


354-5 


1221-6 


•3250 


193 


144 


129 -a 


355-0 


1221-7 


•3273 


192 


145 


130-8 


355-6 


1221-9 


•3294 


190 


146 


131 -a 


356-1 


1222 


•3315 


189 


147 


132 3 


856-7 


1222-2 


•3336 


188 


148 


133*3 


357-2 


1222-8 


•3357 


187 


149 


134-3 


357*8 


1222-5 


•3377 


186 


r 150 


135*3 


358*3 


1222-7 


•3397 


184 


155 


140-3 


861-0 


1223-5 


•3500 


179 


160 


145*3 


363-4 


1224*2 


•3607 


174 


165 


150-3 


366 


1224-9 


•3714 


169 


170 


155-3 


868*2 


1225-7 


•3821 


164 


175 


160-3 


370-8 


1226-4 


•3928 


159 


180 


165-3 


372-9 


1227-1 


.4035 


155 


185 


170 3 


375-3 


1227*8 


•4142 


151 


190 


175-3 


377 5 


1228-5 


•4250 


148 


195 


180-3 


379.7 


1229-2 


•4357 


144 


200 


185-3 


381-7 


1229-8 


•4464 


141 


210 


195-3 


386-0 


1231-1 


•4668 


135 


220 


205.3 


389-9 


1232-3 


•4872 


129 

1 123 


1 2J0 


215-3 


l S9VS 


1 1233 5 


•5072 
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Properties of Saturated Steam. 



Total pres- 
sure per 
Bquare inch 
measured 
from a 
vacuum. 


Pressure 
above atmo- 
sphere. 


Sensible 
temperature 
in Fahren- 
heit degrees. 


Total heat in 
degrees from 

zero of 
Fahrenheit. 


Weight of 

one cubic 

foot of 

steam. 


Relative 
volume of 
steam com- 
pared with 
water from 
which it was 
raised. 


240 
250 
260 
270 
280 
290 
800 


225-3 
235-3 
245-3 
255-3 
265 3 
275-3 
285*3 


397-5 
401-1 
404-5 
407*9 
411-2 
414*4 
417*5 


1234-6 
1235-7 
1236-8 
1237-8 
1238-8 
1239-8 
1240-7 


•5270 
•5471 
•5670 
•5871 
•6070 
•6268 
•6469 


119 

114 
110 
106 
102 
99 
96 



Here we see that at 212° the total quantity of heat in the steam 
is 1178° -1, which gives a difference of 966°'l. This heat, 
usually termed latent, is absorbed in performing the work of 
expanding th6 particles of water from the solid to the gaseous 
state. Now, suppose the water is evaporated at 60 lbs. pressure, 
the steam will have a temperature of 307°, and a total heat of 
1207°. If the feed has been introduced at 60% it is evident 
that 1147° of heat have been imparted. As the amount 
evaporated is inversely proportional to the quantity of heat 
required, we have 1147 -*• 966 = 1*2. Multiplying by this 
factor, the quantity evaporated at 60 lbs. pressure from 60°, 
we obtain the amount that would be evaporated at 212° by the 
same quantity of fuel. 

By the same table can be ascertained the comparatively small 
increase of heat required to evaporate water at higher pressures. 
Suppose we take water evaporated at 45 lbs. pressure from a 
feed temperature of 60°, then each lb. of water will require 
1202*7 — 60 = 1142*7° for its conversion into steam. If we 
take the pressure at 100 lbs. we shall have 121f>-9 — 60 = 
1156*9° as the quantity required. The difference between these 
two total quantities is only 14*2°, and is so small as to be scarcely 
worth considering. Leaving out of account the loss due to the 
slight reduction of the conducting power of the material, the 
increased amount of heat required for the higher pressure wift 
be only 8 X ^ of the total heat required at 60 lbs. W\J0cl m 
evaporation of 7 lbs. of water from 1 Yb. oi <io*a\, Vk , *r^ ^ <Se>- 
tained by using z fa more foal, or about l\b. Vxi *ataorafc ^\ ^^ •* 
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a quantity not appreciable in the ordinary modes of weighing 
coal The eoonomy is then manifest of using steam of high 
pressure, when at the same time advantage is taken of the 
facilities it offers for working expansively in the cylinder. 

The saving that may be effected by heating the feed water 
may be shown as follows : — If we take the normal temperature 
of the feed water at 60°, the temperature of the heated water at 
212°, and the boiler pressure at 20 lbs., the total heat imparted 
to the steam in one case is 119 2° 5 —60°= 1132° -5, and 
in the other case 1192-5 — 212 = 980° -5, the difference being 

152°, or a saving of tHI-5* sb 1 ^ #4 P 61 " cent - 

If the pressure be taken at 120 lbs. instead of 20 lbs. the 
saving will be 13*1 per cent., showing a slight diminution in the 
economy effected by heating the water when a high pressure in 
the boiler is employed. 

The loss from blowing off when fresh water is used may \je 
found as follows. Supposing the ratio of the quantity of water 
evaporated to that blown out is 10 : 1, we have with a pressure 
of 20 lbs. and a feed temperature of 100° — 

Evaporated 10 (1192° 5 — 100°) = 10925 heat units 
Blown out 1(259-3 — 100°)= 159 3 „ „ 

Total = 11084-3 „ „ 

showing a loss of only 1*4 per cent, of the total heat imparted. 

With a pressure of 100 lbs. we should have a corresponding 
loss of 2 per cent. 

The effect of the presence in a liquid of any substance in 
solution is to resist ebullition, and to raise the boiling point 
In ordinary fresh water the slight increase in the elevation of 
temperature, due to the presence of salts in solution, is generally 
disregarded ; but in salt water, partially saturated, the increase 
is of some practical importance. The boiling point of saturated 
brine is 226°, and that of weaker brine is higher than the boiling 
point of pure water by 1° # 2 for each ^ 2 of salt the water con- 
tains. The quantity contained by average sea water is usually 
taken as -fa. The loss of heat by blowing out when salt water 
is used can easily be calculated for any pressure and degree of 
saltness. Assuming the temperature of the feed water to be 
105°, at a pressure of 20 lbs., and a saltness of -$\ y the tem- 
perature of the wateT in the boiler will be 261°*7, the corre- 
sponding total heat of fh>e Btfe»An\>^m^\^V^,«^>^^vatitJ 
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of water to be blown out is equal to the quantity evaporated. 
We have then : — 

For evaporation 1 (1194°'9 — 105°) = 1089'9 heat units, 
blown out 1 ( 261 r — 1 05 ) =z 156 7 „ „ 

Total = 1246-6 „ „ 
Consequently the heat lost by blowing out is xf |?ff or 12.6 per 
cent, of the total heat imparted. 

In the same manner it will be found for a degree of satura- 
tion of 3^, when the quantity of water to be blown out will be 
•5 the quantity evaporated, that the loss of heat by blowing off 
will be only 6* 7 per cent, of the total heat imparted. 



CHAPTER XVII. 

BURSTING AND COLLAPSING PRESSURES OP CYLINDERS 

Bursting Pressure. 

The following table of the strength of cylindrical shells to 
resist internal bursting pressure in a direction parallel to their 
axis is calculated by this approximate formula— 

P = TXC 



D. 

where P = bursting pressure in lbs. per square inch, 
T = thickness of cylinder in sixteenths, 
D = diameter of shell in quarter feet, 
c = a constant, being, 

1097 for single riveting ) ... 

1372 for double riveting / WTOU « ht non ' 

1723 for single riveting \ . . 

2156 for double riveting j 
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COLLAPSING PRESSURES. 319 



Collapsing Pressures. 

The following tables give the strength of tubes of perfectly 
circular form, or not more than about the thickness of plate 
from the true circle. As the shape of long tubes, especially 
when of large diameter, is very irregular, and liable to undergo 
a gradual change, from the heat being applied chiefly at the 
crown, and from the resistance to expansion caused by rigidity 
in the end plates, to say nothing of the sudden distortion 
likely to arise from incrustation and the use of thick or greasy 
water, a large factor of safety should be allowed for the 
blowing-off pressure of the boiler. This should in no case be 
less than 4, and in new boilers, in which the pressure is so 
often after a time increased, a factor of not less than 6 should 
always be allowed. 

The tables are calculated by this approximate formula — 

_ 262-4 X T 2 

P = collapsing pressure in lbs. per square inch, 

T = thickness of tube in thirty-seconds, 

L z= length in feet, 

D = diameter in quarter feet 
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A. 

311*8 flanged tube seams, 108, 

194, 209 

nission, 270 

intity required for combustion, 

!54 

ce through fire grate, 153 

ing steel plates, 46 

effects of; 49 
crustation nostrums, 179 
cite coal, 248 
ong on heating surface, 274 



£. 

Ives, 114 
i boilers, 3 

y's experiments on punched 
plates, 48 
er steel, 44, 49, 52 
orksbire iron, 33, 38, 64 
nous coal, 248 
ivet holes, 67 
s, 35, 211, 230 
g-off for preventing incrusta- 
tion, 169 

apparatus, 169 

waste caused by, 171, 308 

periodical, necessity of, 
171, 176 

apparatus, choked up, 1 8 6 
ut valves, defects of, 141 

— protection of, 143 

— versus taps, 140 
»n pressure gauge, 135 

g plates, 33 

hoops for tubes, 109, 194 
es fined b tilers, 4 
of plates, 33, 36 



Brickwork about boilers, 156, 198 
Bridge, furnace, 154, 202 

— area over, 155 

— inverted, 155 
Brittleness of wrought iron, 41 

— cast iron, 24 
Brix, M., experiments on expansion 

of fire bars, 153 
Bursting strength of cylinders, 8, 11, 

310 
Butt joints, 70, 84 
Butterley boiler, 4 



a 

Caleareous deposits, 162 
Cambered end plates, 21 
Carbonate of lime, 132, 161, 164 
Cast iron for boilers, 24 

— tenacity of, 25 

— treacherous nature of, 25, 2S 
Caulking, effects of careless, 51, 61, 

197 
Chalybeate waters, corrosive nature 

of, 168 
Circulation, 5, 116, 162 

— defective, effects of, 203, 
204 
Chemical agents for removing scale, 
172 

— action as a cause of grooving, 

197 

— equivalents, table of, 245 
Clark's, Dr., process, 181 

Clark, E., on riveted work, 56 

— D. K., on heating surface, 291 
Cleaning, 111,164, 170, l&S 

Coa\-cak\n& \b$, \&^ 
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k 



Coal, kinds of, 248 

— steam, 250 

— trials, 260 

— speed of combustion of, 272 
Coke, 247, 250 

Collapsing strength of tubes, 13, 49 
Cold-hammering, effect of, 40, 42, 62 
Combustion, air required for, 254 

— heat of; 251 

— rate of; 272 
Combustion chambers, corrosion in, 205 
Conducting power of materials, 50, 280 
Construction of boilers, 89 
Copper boilers, 2 

— for boiler making, 25, 30 

— stay bolts, 94 
Contraction and expansion, effects of 

unequal, 36, 40, 203, 204, 205, 

230, 236 
Contraction of rivets in cooling, 56, 

62,66 
Cooper's plates, 33 
Cornish boilers, 5, 92, 107 

— — feed arrangement in, 

116 

— — tubes, 193 

— — grooving in, 194, 196 

— — setting of, 199 

— — overheating of fur- 

naces, 166 

— — external corrosion, 204 

— — fractures in, 207 

— — expansion of, 209 

— — fire grates of, 1 54, 271 
— . — testing of, 219 

— — heating surface of, 

276, 290, 297 

— — power of, 298, 299 

— — flues of, 137 

— — difficulty of cleaning, 

146 
Corrosion produced by hydrochloric 
acid, 168 

— supposed by use of soda, 174 

— prevented by use of soda, 1 74 

— induced by breaking skin of 

plates, 183 

— internal, 187 

— prevention of, 191 

— caused by very pure waters, 
192 

— external, 197 

— at boiler mountings, 20& 
natf, M., on solubility of satta, \Q\ 



Cowburn safety valve, 129 
Crystalline appearance, 39, 41 
Cylinders, bursting strength 

213, 310 
— collapsing strength 

107, 313 

D. 

Damage caused by getting u 

too quickly, 205, 223, 225 
Dampers, 157 

Danger from want of feed checl 
113 

— — defective blow-c 

paratus, 140 

— — using unguarde- 

holes, 144 

— — cutting out shell i 

holes, 147 

— — accumulation of at 

— ■ — overheating of eg 

boilers, 163 

— — using greasy wit 

177 

— — neglecting to blc 

176, 179 

— — cooling boiler do^ 

denly, 184, 20S 

— — blowing-out while 

— — defective staying, 

— — accumulation of 

water tube boil 

— — priming, 231 

— — defective workn 

217, 230 . 
Dead plates, 152, 269 
Dead water in Lancashire boil* 
Defective workmanship, 217, J 
Dewrance's experiments on e 

tive power of tubes, 284 
Diagonal stays, 99 
Domes, 72, 147 
Drifting, injurious effects of, 66 
Drilling steel plates, 47 

— iron plates, 68 
Ductility of copper, 25 

— iron, 40 

— steel, 49 

E. 
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gg-ended boilers, water gauges for, 

137, 138 

— — floats for, 139 

— — fire grates of, 151, 

271 

— — flues for, 166 

— — setting of, 156, 

200 

— — staying of, 98, 236 

— — incrustation in, 163 

— — fractures in, 206, 

207, 208 

— — overheatingof,211, 

230, 238 

— — heating surface of, 

276, 290 

— — evaporative power 

of, 299 
Elastic limit of iron and steel, 214 
Slephant boilers, 5, 276 
flliptical boilers, 11 
JUiptical tubes, 18 
Svaporative power of boilers, 273, 

293, 299 
— — of tubes, 289, 

291 
ixpansion and contraction, effects of, 
86, 40, 92, 203, 204, 
205, 230, 236 

— sudden, for removing 

scale, 184 

— of tubes in Cornish boilers, 

193 

— of long boilers, 209 
Jxperiments on strength of copper, 31 

— — iron, 38, 43, 

75 

— — tubes, 14 

— — spheres, 13 

— — steel plates, 

47,48 

— — steel riveted 

work, 50 

— — welded steel 

bars, 52 

— — welded iron 

plates, 86, 
87 

— — rivets, 56 

— — riveted work, 

69, 71, 73 

— — punched&dril- 

led plates, 
08 



Experiments on strength of screwed 
bars, 93 

— in exploding boilers, 

239, 241 

— with steam coals, 260 

— evaporative power of flat 

surfaces and tubes, 
274, 284 
Explosions of sectional boilers, 6 

— caused by injudicious re- 

pairs, 210 

— caused by overpressure, 

226 

— caused by internal dynamic 

force, 232 

— caused by ignition of gases 

in flues, 233 

— simultaneous, 233 

— investigation of, 237 

— electricity as a cause of, 

239 

— superheating theory, 240 
— • ■ by overheating, 241 

— spheroidal theory, 242 

P. 

Factor of safety, 213 

Fairbairn on elongation of iron bars, 9 

— strength of wrought iron 

tubes, 14 
— strength of wrought iron 

at high temperatures, 
43 

— strength of single and 

double riveted joints, 
69, 71 

— strength of iron and cop- 

per stay bolts, 100 
Faraday, analysis of sea water, 161 
Farnley plates, 33 

Feed admission, best position for, 1 1 5, 

117, 205 

— — through blow-out ap- 

paratus, 170 

— delivery pipes, 116, 205 

— temperature of, 118, 308 

— heaters, 118, 166, 308 

— pipes, furring up of, 119, 163 
Fibrous iron, 39, 41 

Firebox staying, 99, 1Q4 

Field' a tuta&, & _ __ 

Fireboxes, ^ *&, *V *** «* ^^ 

104, *1& 
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Fireboxes, fractures in, 211 
Firebars, 152 

— wrought and east iron, 154 

— hollow, 154 

— expansion of, 153 
Fire doors, 151 
Firegrate, area, 293 

— inclined, 154 

— short and long, 271 
Firing, 267 

— forced, 255 
Flanging plates, 35 
Flash-flues, 156 

Flat ends of cylinders, 11, 22, 91, 98 

— staying, 23, 91 

Flat surfaces, strength of, 21, 22, 23 

— permanent set of, 22 

— for evaporation, 275 
Fletcher, L. E., experiments on boiler 

explosions, 241 

— information about ex- 

plosions, 243 
Floats, 139 
Flues, cramped, 156 

— external, 293 
Fractures in cast iron, 27 

— appearance of in iron, 29, 

39, 42 

— in plates, 35, 78, 92, 115, 

205, 253, 281 
Franklin Institute, experiments, 31, 

239 
French boiler, 5 
Furnace boilers, fractures in, 206, 

207, 210 
Furnace mouth piece, 150 

— fronts, 152 
Furring, see Incrustration. 

— up of feed apparatus, 119 

— — blow out, 144 
Furrowing, see Grooving. 
Fusible pings, 131 

— — should be frequently 

renewed, 133 

G. 

Gad&by's tubes, 5 
Galloway boiler, 4, 194, 293 

— tubes, 111 
Galvanic action, 94, 183, 190 
Gauge, mercurial pressure, \%% 

— dial pressure, 1«& 

— water, 136 



Grate area, 291, 293 
Gray's, J. Macfarlane, rule fb 

of steam, 120 
Grease in water leading to 
heating, 166, 242 

— and priming, 150 

— may retard ebullition 

culation, 163 

— as affected by soda, 17 

— use of for preventing i 

tion, 177 

— may cause corrosion,' 1 
Grooving, 91, 92, 108 

— in locomotive boilen 

— in vertical boilers, '. 

— in waggon and 1 

boilers, 1&5 

— in Cornish and La 

boilers, 192, 210 
Gusset stays, 22, 97 

H. 

Handholes in vertical boilers, 
Haystack boiler, 3, 195 
Heating surface, covered wi 

156 

— — andevaporatn 

121 

— — efficiency ofj 

— — value o£ 2$ 
High pressure steam, ecoz 

using, 2, 307 
Hiller, H., boiler explosions, 
Homogeneous metal, 44 
Hoops, strengthening for tube 
Hopkinson safety valve, 131 
Horse power of boilers, 298 
Hydraulic riveting, 55 
Hydraulic test, 217 
Hydrochloric acid in boilers, ! 



I. 

Incrustation on cast iron, 28 

— thickness of, 15 

— leads to ovei 

158, 229 

— interferes with < 
tion, 159 

— &&&nta£ of it 
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icrustation, calcareous, 160 

— least in amount over fur- 

nace, 163 

— loss of beat due to, 164, 

287, 294 

— appearance of, 167 

— means for preventing, 

168 

— prevented by blowing off, 

169 

— by chemical agents, 172 

— by mechanical agents, 

177 

— by smearing boiler, 178 

— by improving circulation, 

180 

— prevented by surface 

condensation, 182 

— by manual labour, 183 

— by electric agents, 184 
electors, check valves on, 114 
nternal pressure in cylinders, 7, 213, 

310 
Qternally fired Boilers, see Cornish 

and Lancashire boilers, 
ron, wrought, character of, 32 
— — limit of elasticity, 214 

J. 

arring strains, 40, 220, 234 
— effects of, 62 
oints for boiler mountings, 112, 145 

E. 

lay's low-water safety-valve, 131 
lirkaldy's experiments on wrought 
iron, 38 

— remarks on fracture of 

iron, 40-42 

— experiments on steel 

riveted joints, 50 

— experiments on welded 

steel bars, 52 

— experiments on welded 

iron bars, 86 

— experiments on screwed 

bars, 93 
'irtley's experiments on strength of 
welded iron plates, 87 

L. 
imimtion of plates, 35, 211, 230 



Lancashire boilers, 4, 92, 107, 111 

— — flues of, 157, 293 

— — overheating of fur- 

naces in, 116 

— — expansion of tubes 

in, 193 

— — grooving in, 196 

— — setting of, 199 

— — external corrosion 

of, 204 

— — fractures in, 207 

— — testing of, 219 

— — heating surface of, 

276, 290, 297, 
293 

— — fire grates of, 271, 

154 

— — evaporative power 

of, 298 
Lap joints, 69, 73, 81 
Lap, defect of too much, 79 
— amount of; 82, 84, 85 
Leakage, 80, 91, 220, 223 

— causes of, 202 
Lime, carbonate of, 160, 162 

— sulphate of, 160, 161 

Limit of elasticity, 214 

Locomotive boilers, 5, 90, 91, 116, 

117, 146, 204, 
211, 300 

— — fire boxes, 154 

— — heating surface 

of, 290, 291 
Longitudinal plating, weakness of, 

17, 72, 73, 89, 90 
Longridge, R. B., on explosions, 243 
Low moor plates, 33 
Low-water safety-valves, 131 

M. 

Machine riveting, 55 
Magnesia, carbonate o£ 160-162 

— chloride o£ 168 
Manholes, defective, 144 

— covers, 113 

Marten, E. B., on explosions, 243 
Maynard, experiments on punched 

and drilled plates, 68 
Mechanical action as a cause of 

grooving, 197 
Mechanical agenta fat y w, * so ^ cw 8»* v ^ : " 

crustaAAon, YTi 

Monk bxYO^Q \>\aXfe*> ^ 
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Mortar shouM not be used for boiler 

setting, 156, 198 
Mudholes, 113, 145 
Multitubular boilers, 4, 277, 293. 299 

— — Betting o£ 208 

0. 

Oral boilers, 10, 11 
Oval tabes, weakness of, 18 
Overheating, caused by incrustation, 
158, 166, 211 

— caused by greasy water, 

179 

— accumulation of air, 228 

— causes o£ 228 

— indications of, 238 

— as a cause of explosions, 

241 
Overpressure, 231 

P. 

Peclet on incrustation, 165 

— on air admission, 270 

— on evaporation, 280, 286 
Pitch of rivets, 74, 79 

— tables of, 81, 82, 84 
Pitting of plates, 189 
Plates, iron, 82, 206 

— thick edge, 91 

— thick, 69, 71, 84, 90, 281 
Plating, 89 

Potash for preventing incrustation, 

175 
Power, boiler, 298 

— evaporative, 278 

— horse, 298 
Pressure gauges, 133, 135 

— — position for fixing, 

136 

— initial blowing off, 120 

— high, economy of using, 2, 307 
Priming, causes of and prevention, 

149, 150, 165, 173 

— loss of water caused by, 301 
Punching, effects of on steel plates, 47 

— effects on iron plates, 63, 64 

— power required tot, to 
— • induces corrosion, 1$1 



Quality of iron plates, B8, 40, *4 
— copper, 80 



Rankine, Prof., on strength 

surfaces, 2! 
— on heating e 

283, 295 
Rastrick boilers, 5 
Rate of combustion, 272 
Reed, E. J., on punched steel 
48 

— on riveted work, 
Rivet heads, 54, 62, 63, 188 
Rivets, form of, 53, 66 

— large, 81, 83 

— strength of, 55, 56, 68 

— pitch of, 74, 79, 82 

— tables, 81, 82, 84 
Riveted steel plates, 50 

— joints, 53 
Riveting by machine, 55 

— defective, 67 
Repairs, as affected by rivetins 

66 
Rupture of fire boxes, 104 
Russian iron, 33 

S. 

Sal-ammoniac, use of, 176 
Salt water, analysis, 161 

— blowing out, 171 
Safety valves, rule for area, IS 

— — lift of, 121 

— — effective opening 

— — disc, 121 

— — mitre, 122 

— — guides, 123 

— — lever, defects ot, 

— — — rules for, 

— — spring balance, 

130 

— — dead weight, 12$ 

— — Cowburn, 129 

— — inoperative, 130 

— — low water, 131 

— — overloading, 231 

— — lock, 232 
Safety, factor of, 73, 89, 216 
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>*8 experiments on steel plates, 

ring strength of rivets, 56 
plates, 32 
:e prevention, 263 
ping of iron, 40, 41^ 
, use of for preventing incrusta- 
tion, 172 
means for introducing, 172 
destructive to packing, &c. 174 
effect on plates, 174 
used to prevent corrosion, 174, 

192 
use of with greasy water, 175 
use of may canse priming, 1 38, 

173 
caustic, 174, 175 
salts, solubility of, 160 
rical boilers, 8 
re, strength of, 19, 25 
:>rdshire plates, 32 
i, 23 
ng flat ends, 23, 91 

egg-ended boilers, 98, 236 
fire boxes, 104 
n domes and chambers, 147 
pipes, 29 
properties of, 303 
efflux of into atmosphere, 120 
lenson, experiments on evapo- 
tive power of tubes, 284 
for boiler making, 45 
rivets,* 51 
welding, 52 

corrosion of plates, 189, 190 
$ boilers, 2 

igth of cylinders, transverse, 8 
- longitudinal, 7-11, 72, 73 
due to lap joints, 17, 72 
collapsing, 13 
of flat surfaces, 21 
of sphere, 19 
of rivet iron, 55 
of riveted joints, 58, 69, 71, 

173 
tensile of cast iron, 25 
— ; wrought iron, 38, 
43 

— copper, 31 

— steel, 44, 46, 49 

— steel joints, 50 

— stays, 99 

loss of by punching, 64, 69, 
72 



Strengthening tubes, means for, 107 

— manholes, 145 

— domeholes, 150 
Stretching of wrought iron, 9, 42 
Surface condensation, 182 

T. 

Tables of diameter and pitch of rivets, 
81, 82. 84 

— properties of combustibles, 

245 

— composition of coal, 249 

— heat of combustion, 251 

— results of coal trials, 260 

— rates of combustion, 272 

— evaporative efficiency, 296 

— properties of steam, 

— bursting pressure of cylin- 

ders, 311 

— collapsing pressures of cy- 

linders, 314 
Tallow, use of, in boilers, 177 
Tannic acid for incrustation, 175 
Taps, water gauge, 138 

— blow out, 142 

— best taper of, 142 

— gland and plug, defects of, 143 
Taylor Brothers' plates, 33 
Temperature, influence of, on strength, 

31, 43 
Tenacity of cast iron, 25 

— wrought iron, 9, 38 

— copper, 31 

— steel, 44, 46 

Test for boilers, hydraulic, 219 

— — objections to, 222 

— — duration of, 222 

— — steam, 218, 223 
Testing iron plates and rivets, 36 

— steel plates, 52 
Tie rods, 94 

Tightness, importance of, 80 
Treacherous character of cast iron, 25 

— — steel, 45 

Tubes, means for strengthening, 106 

— oollapse of, 236 

— strength of, 14, 216, 813 

— steel, 49, 107 

— length of small, 293 

— distortion <A, <2Sft 

— ™xei\ 4, W*, ^^ - 
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Tubulous boilers, S, 27, 159, 228, 

278 



U. 

Unit boiler, 8, 27, 228 

Ure, Dr., analysis of sea water, 161 



V. 

Valves, feed back pressure, 113 

— safety, 119 

— blow out, 141 

Vertical boiler, 5, 89, 90, 92, 202, 

299 

— — fire grates o£ 154 

— — fractures in, 210 

— — grooving in, 195 
Vibration, effects of, 40, 62, 220, 234 
Voltaic action. See Galvanic action 



W. 
Wagon boiler, 3, 195 



Wash-out plugs, 146 
Waste pipes to safety valves, 125 
— to blow out appwsV 
143 
Water feed, nature of, should infii 
choice of boiler to be used, 

— pockets, 111, 278 

— gauges, 136 

— spaces, 108, 110, 111 

— tubes, 4, 110, 276, 278,291 
Wear and tear doe to overheatu| 

158 
Welded iron plates, 86, 197 | 

— steel bars, 52 * 

Welsh coal, 248 



evaporative power 



Williams on 
tubes, 289 
Woolf boiler, 5 
Working of wrought-iron plates, 34 

— steel plates, 46 
Wrought-iron plates, 32 

— character of, 84, 45 

— tenacity of; 9, 38 
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THE END. 
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Humbers New Work on Water-Supply. 

A COMPREHENSIVE TREATISE on the WATER-SUPPLY 
of CITIES and TOWNS. By William Humber, Assoc. Inst. 
C.E., and M. Inst. ME. Author of "Cast and Wrought Iron 
Bridge Construction," tic. &c. This work, it is expected, will con- 
tain about 50 Double Plates, and upwards of 300 pages of Text. 
Imp. 4to, half bound in morocco. [In the press. 

%* In accumulating information for this volume, the Author has 
been very liberally assisted by several professional friends, who have 
made this department of engineering their special study. He has thus 
been in a position to prepare a work which, within the limits of a 
single volume, will supply the reader with the most complete and 
reliable information upon all subjects, theoretical and practical, con- 
necied with water supply. Through the kindness of Messrs, Ander- 
son, Bateman, JIa:j/:slev, Homersham, Baldwin Latham, Lawson, 
Milne, Quick, A'awliuse/i, Simpson, and others, several works, con- 
structed and if 1 course of construction, from the designs of these gentle- 
men, will be fully illustrated and described. 

AMONGST OTHER I.VhUJTANT SUBJECTS THE FOLLOWING WILL BE TREATED 

IN THE TEXT:— 

Historical Sketch of the means that have been proposed and adopted for the Supply 
of Water. — Water and the Foreign Matter usually associated with it. — Rainfall and 
Evaporation. — Springs and Subterranean Lakes. — Hydraulics. — The Selection of " 
Sites for Water Works. —Wells— Reservoirs. — Filtration and Filter Beds.— Reservoir 
and Filter Bed Appendices. — Pumps and Appendages. — Pumping Machinery.-^ 
Culverts and Conduits, Aqueducts Syphons, &c— Distribution of Water. — Water 
Meters and general Hnise Fitting. — Cost of Works for the Supply of Water. — Con- 
stant and Intermittent Supply. — Suggestions for preparing Plans. &t. %lc, \saaje&&Rst 
with a Description of th^ numerous Works illustrated, vn*. — fc^set&wKv, "^wSrSsk^-% 
Cockermouth, Dublin, Cln^w, Loch Katrme.Uver^ooV^a^etvesx^.^^g^^. 
Sunderland, and several c/ihers ; with copies of the Contract* T>roir\»«^ *»**• ^^ 
cation in each case 
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Humber s Modern Engineering. First Series. 

A RECORD of the PROGRESS of MODERN ENGINEER- 
ING, 1863. Comprising Civil, Mechanical, Marine, Hydraulic, 
Railway, Bridge, and other Engineering Works, Ac. By William 
H umber, Assoc. lust C.E., &c. Imp. 4to, with 36 Double 
Plates, drawn to a large scale, and Photographic Portrait of John 
Hawkshaw, C.E., F.R.S., &c Price 3/. y. half morocco. 

List of the Plates. 

NAMR AND DESCRIPTION. PLATES. NAME OP RNGINEER. 

Victoria Station and Roof— L. B.&S. C. Rail. 1 to 8 Mr. R. Jacomb Hood, CE. 

Southport Pier 9 and xo Mr. James Brunlees, C.B. 

Victoria Station and Roof— L. C. & D. & G. W. 

Railways XX1015A Mr. John Fowler, CE. 

Roof of Cremorne Music Hall x6 Mr. William Humber, C.E. 

Bridge over G. N. Railway 17 Mr. Joseph Cubitt, CE. 

Roof of Station— Dutch Rhenish Railway .. 18 and 19 Mr. Euschedi, CE. 

Bridge over the Thames— West London Ex- 
tension Railway 90 to 24 Mr. William Baker, CE. 

Armour Plates 35 Mr. James Chalmers, CE. 

Suspension Bridge, Thames 26 to 29 Mr. Peter W. Barlow. CE* 

The Allen Engine 30 . Mr. G. T. Porter, M.E. 

Suspension Bridge, Avon 31 to 33 Mr. John Hawkshaw, CE. 

and W. H. Barlow, CE. 

Underground Railway ♦... 34 to 36 Mr. John Fowler, CE. 

With copious Descriptive Letterpress, Specifications, &c 



" Handsomely lithographed and printed. It will find favour with many who desire 
to preserve in a permanent form copies of the plans and specifications prepared for the 
guidance of the contractors for many important engineering works." — Engineer. 

Humbers Modern Engineering. Second Series. 

A RECORD of the PROGRESS of MODERN ENGINEER- 
ING, 1864 ; with Photographic Portrait of Robert Stephenson, 
C.E., M.P., F.R.S., &c Price 3/. 3J. half morocco. 

List of the Plates, 

NAME AND DESCRIPTION. PLATES. NAMK OF ENGINEER. 

Birkenhead Docks, Low Water Basin x to 15 Mr. G. F. Lyster, C.E. 

Charing Cross Station Roof— C. C. Railway. x6 to 18 Mr. Hawkshaw, CE. 

Digswell Viaduct — Great Northern Railway. 19 Mr. J. Cubitt, C.E. 

Robb«ry Wood Viaduct— Great N. Railway. 20 Mr. J. Cubitt, CE. 

Iron Permanent Way soft — — 

Clydach Viaduct — Merthyr, Tredegar, and 

Abergavenny Railway 21 Mr. Gardner, CE. 

Ebbw Viaduct ditto ditto ditto aa Mr. Gardner, C.E. 

College Wood Viaduct — Cornwall Railway . . 33 Mr. Brunei. 

Dublin Winter Palace Roof v 24 to 26 Messrs. Ordish & Le Feuvrc 

Bridge over the Thames— L. C. & D. Railw. 27 to 32 Mr. J. Cubitt. CE. 

Albert Harbour, Greenock 33 to 36 Messrs. Bell & Miller. 

"With copious Descriptive Letterpress, Specifications, &c. 



" A resiitnS of all the more interesting and important works lately completed in Great 
Britain ; and containing, as it does, carefully executed drawings, with rail working 
details, it will be found a valuable accessory to the profession at large. "—^MgnMrr. 

"Mr. Humber has done the urofessioTi {$/»& axA *xma ^erns*, by the fine oollrrtint 
of examples he has here broogjvi "before VSafc \Kofcttana wA fc» v&fcfcT— Pr*c<*3«/ 
Afcohanic* Journal. 
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Humberts Modern Engineering. Third Series. 

A RECORD of the PROGRESS of MODERN ENGINEER. 
ING, 1865. Imp. 4to, with 40 Double Plates, drawn to a large 
scale, and Photographic Portrait ofT. R. M 'Clean, Esq., late Pre- 
sident of the Institution of Civil Engineers. Price 3/. y. half 
morocco. 



List of Plates and Diagrams. 



Bridge over River Lea. 
Bridge over River Lea. 



MAIN DRAINAGE, METROPOLIS. 

North Side. 

Map showing Interception of Sewers. 
Middle Level Sewer. Sewer under Re- 
gent's Canal. 
Middle Level Sewer. Junction with Fleet 

Ditch. 
Outfall Sewer. Bridge over River Lea. 

Elevation. 
Outfall Sswer. 

Details. 
Outfall Sewer. 

Details/ 
Outfall Sewer. Bridge over Marsh Lane, 

North Woolwich Railway, and Bow and 

Barking Railway Junction. 
Outfall Sewer. Bridge over Bow and 

Barking Railway. Elevation. 
Outfall Sewer. Bridge over Bow and 

Barking Railway. Details. 
Outfall Sewer. Bridge over Bow and 

Barking Railway. Details. 
Outfall Sewer. Bridge over East London 

Waterworks' Feeder. Elevation. 
Outfall Sewer. Bridge over East London 

Waterworks' Feeder. Details. 
Outfall Sewer. Reservoir. Plan. 
Outfall Sewer. Reservoir. Section. 
Outfall Sewer. Tumbling Bay and Outlet 
Outfall Sewer. Penstocks. 

South Sidb. 

Outfall Sewer. Bermondsey Branch. 

Outfall Sewer. Bermondsey Branch. 

Outfall Sewer. Reservoir and Outlet 
Plan. 



MAIN DRAINAGE, METROPOLIS, 
continued— 

Outfall Sewer. Reservoir and Outlet 

Details. 
Outfall Sewer. Reservoir and Outlet. 

Details. 
Outfall Sewer. Reservoir and Outlet. 

Details. 
Outfall Sewer. Filth Hoist. 
Sections of Sewers (North and South 

Sides). 

THAMES EMBANKMENT. 

Section of River Wall. 

Steam-boat Pier, Westminster. Elevation. 

Steam-boat Pier, Westminster. Details. 

Landing Stairs between Charing Cross 
and Waterloo Bridges. 

York Gate. Front Elevation. 

York Gate. Side Elevation and Details. 

Overflow and Outlet at Savoy Street Sewer. 
Details. 

Overflow and Outletat Savoy Street Sewer. 
Penstock. 

Overflow and Outlet at Savoy Street Sewer. 
Penstock. 

Steam-boat Pier, Waterloo Bridge. Eleva- 
tion. 

Steam-boat Pier, Waterloo Bridge. De- 
tails. 

Steam-boat Pier, Waterloo Bridge. De- 
tails. 

Junction of Sewers. Plans and Sections. 

Gullies. Plans and Sections. 

Rolling Stock. 

Granite and Iron Forts. 



With copious Descriptive Letterpress, Specifications, &c 



Opinions of the Press. 

" Mr. Humbert works— especially his annual ' Record/ with which so many of our 

readers are now familiar — fill a void occupied by no other branch of literature 

The drawings have a constantly increasing value, and whoever desires to possess clear 
representations of the two great works carried out by our Metropolitan Board will 
obtain Mr. Humberts last volume." — Engineering. 

" No engineer, architect, or contractor should fail to preserve these records of works 
which, for magnitude, have not their parallel in the present day, no student in the 
profession but should carefully study the details of these great works, which he may be 
one day called upon to imitate." — Mechanics* Magazine. 

" A work highly creditable to the industry of its author TteNdteas&fc^.^**- 

an encyclopaedia for the study of the student -Who desire* Xo taaatax w» T*?cVu\nU* 
municipal drainage on its scale of greatest deve\opm.etvC— Practical »ie 
Struma/. 
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Humberts Modern Engineering. Fourth Series. 

A RECORD of the PROGRESS of MODERN ENGINEER- 
ING, 1866. Imp. 4(0, with 36 Double Plates, drawn to a large 
scale, and Photographic Portrait of John Fowler, Esq., President 
of the Institution of Civil Engineers. Price 3/. 3*. half-morocco. 

List of the Plates and Diagrams, 

NAME AND DESCRIPTION. PLATES. NAME OP ENGINEER. 

Abbey Mills Pumping Station, Main Drainage, 

Metropolis 1 to 4 Mr. Bazalgette, C. E. 

Barrow Docks 5 to 9 Messrs. Mclean & Stulman, 

Manquis Viaduct, Santiago and Valparaiso [C.E. 

Railway 10,11 Mr. W. Loyd, C.E. 

Adams' Locomotive, St. Helen's Canal Railw. 12, 13 Mr. H. Cross, C.E. 
Cannon Street Station Roof, Charing Cross 

Railway 14 to 16 Mr. J. Hawkshaw, C.E. 

Read Bridge over the River Moka 17, x 8 Mr. H. Wakefield, CE. 

Telegraphic Apparatus for Mesopotamia .... 19 Mr. Siemens, C. E. 

Viaduct over the River Wye, Midland Railw. ao to 32 Mr. W. H. Barlow, CE. 
St. Germans Viaduct, Cornwall Railway .... 23, 24 Mr. Brunei, C.E. 

Wrought-Iron Cylinder for Diving Bell 25 Mr. J. Coode, CE. 

Millwall Docks 26 to 31 Messrs. J. Fowler, CE.,and 

William Wilson, CE. 

Milroy's Patent Excavator 32 Mr. Milroy, C E. 

Metropolitan District Railway 33 to 38 Mr. J. Fowler, Engineer-in* 

Chief, and Mr. T. M. 
Johnson, CE. 
Harbours, Ports, and Breakwaters A to c 

Hie Letterpress comprises — 

A concluding article on Harbours, Ports, and Breakwaters, with 
Illustrations and detailed descriptions of the Breakwater at Cher- 
bourg, and other important modern works ; an article on the 
Telegraph Lines of Mesopotamia ; a full description of the Wrought- 
iron Diving Cylinder for Ceylon, the circumstances under which it 
was used, and the means of working it • full description of the 
Millwall Docks ; &c, &c, &c. 



Opinions of the Press. 



4< 



Mr. Humber's 4 Record of Modern Engineering ' is a work of peculiar value, as 
well to those who design as to those who study the art of engineering construction. 
It embodies a vast amount of practical information in the form of full descriptions and 
working drawings of all the most recent and noteworthy engineering works. The 
plates are excellently lithographed, and the present volume of the ' Record ' is not a 
whit behind its predecessors."— Mechanic/ Magazine. 

" We gladly welcome another year's issue of this valuable publication from the able 
pen of Mr. Humber. The accuracy and general excellence of this work are well 
known, while its usefulness in giving the measurements and details of some of the 
latest examples of engineering, as carried out by the most eminent men in the profes- 
sion, cannot be too highly prized." — Artizan. 

" The volume forms a valuable companion to those which have preceded it and 
cannot fail to prove a most important addition to every engineering library." — Muting 
yournal. 

" No one of Mr. Humber's volumes was bad ; all were worth their cost, from the 
mass of plates from well-executed drawings which they contained. In this respect, 
perhaps, this last volume is the most va\ua\>Ye that the author has produced." — fr*c- 
ift.y.i Mechanics' Journal. 
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Humberts Great Work on Bridge Construction. 

A COMPLETE and PRACTICAL TREATISE on CAST and 
WROUGHT-IRON BRIDGE CONSTRUCTION, including 
Iron Foundations. In Three Parts — Theoretical, Practical, and 
Descriptive. By William Humber, Assoc. Inst. C.E., and M. Inst 
M. E. Third Edition, revised and much improved, with 115 Double 
Plates (20 of which now first appear in this edition), andjuunerous 
additions to the Text. In 2 vols. imp. 4to., price 67. 16s. 6d. half 
bound in morocco. 

"A very valuable contribution to the standard literature of civil engineering. In 
addition to elevations, plans, and sections, large scale details are given, which very 
much enhance the instructive worth of these illustrations. No engineer would wil- 
lingly be without so valuable a fund of information." — Civil Engineer and Architect's 
Journal. 

^ ** The First or Theoretical Part contains mathematical investigations of the prin- 
ciples involved in the various forms now adopted in bridge construction. These 
investigations are exceedingly complete, having evidently been very carefully con- 
sidered and worked out to the utmost extent that can be desired by the practical man. 
The tables are of a very useful character, containing the results of the most recent 
experiments, and amongst them are some valuable tables of the weight and cost of 
cast and wrought-iron structures actually erected. The volume of text is amply illus- 
trated by numerous woodcuts, plates, and diagrams ; and the plates in the second 
volume do great credit to both draughtsmen and engravers. In conclusion, we have 
great pleasure in cordially recommending this work to our readers." — Artizan. 

" Mr. Humbert stately volumes lately issued — in which the most important bridges 
erected during the last five years, under the direction of the late Mr. Brunei, Sir W. 
Cubitt, Mr. Hawkshaw, Mr. Page, Mr. Fowler, Mr. Hemans, and others among out 
most eminent engineers, are drawn and specified in great detail" — Engineen 

Wealds Engineers' Pocket-Book. 

THE ENGINEERS', ARCHITECTS', and CONTRACTORS' 
POCKET-BOOK (Lockwood & Co.'s; formerly Weale's). 
Published Annually. In roan tuck, gilt edges, with 10 Copper- 
Plates and numerous Woodcuts. Price 6s, 
" A vast amount of really valuable matter condensed into the small dimen- 
sions of a book which is, in reality, what it professes to be — a pocket-book 

We cordially recommend the book to the notice of the managers of coal and other 
-mines ; to them it will prove a handy book of reference on a variety of subje:ts more 
or less intimately connected with their profession." — Colliery Guardian. 

" Every branch of engineering is treated of, and facts, figures, and data of every 
kind abound."— Mechanics ' Mag. 

"It contains a large amount of information peculiarly valuable to those for whose 
use it is compiled. We cordially commend it to the engineering and architectural 
professions generally." — Mining Journal. 

Iron Bridges, Girders \ Roofs, &c. 

A TREATISE on the APPLICATION of IRON to the CON- 
STRUCTION of BRIDGES, GIRDERS, ROOFS, and OTHER 
WORKS ; showing the Principles upon which such Structures are 
Designed, and their Practical Application. Especially arranged for 
the use of Students and Practical Mechanics, all Mathematical For- 
mulae and Symbols being excluded. By Francis Campin, C.E. 
With numerous Diagrams. 1 2 mo., cloth boards, y. 

" For numbers of young engineers the book is just the cheap, handy, first guide 
they want" — Middlesborough Weekly News. 

" Invaluable to those who have not been educated in mathematics."— Colliery 
Guardian. 

" Remarkably accurate and well written,*— Artizan* 
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Barlow on the Strength of Materials^ enlarged. 

A TREATISE ON THE STRENGTH OF MATERIALS, 
with Rules for application in Architecture, the Construction of 
Suspension Bridges, Railways, &c. ; and an Appendix on the 
Power of Locomotive Engines, and the effect of Inclined Planes 
and Gradients. By Peter Barlow, F.R.S. A New Edition, 
revised by his Sons, P. W. Barlow, F.R.S., and W. H. Barlow, 
F.R.S., to which are added Experiments by Hodgkinson, Fair- 
bairn, and Kirkaldy ; an Essay (with Illustrations) on the effect 
produced by passing Weights over Elastic Bars, by the Rev. 
Robert Willis, M.A., F.R.S. And Formulae for Calculating 
Girders, &c. The whole arranged and edited by W. Htjmbes, 
Assoc Inst C.E., Author of " A Complete and Practical Treatise 
on Cast and Wrought-Iron Bridge Construction," &c &a Demy 
8vo, 400 pp., with 19 large Plates, and numerous woodcuts, price 
i&r. cloth. 

" Although issued as the sixth edition, the volume under consideration is worthy of 
being regarded, for all practical purposes, as an entirely new work . . . the book 
is undoubtedly worthy of the highest commendation." — Mining fattmed. 

"An increased value has been given to this very valuable work by the addition of 
a large amount of information, which cannot prove otherwise than highly useful to 

those who require to consult it The arrangement and editing of this 

mass of information has been undertaken by Mr. Humber, who has most ably fulfilled a 
task requiring special care and ability to render it a sactxsB."--MeeJkmwcs' Magtmne. 

" The best book on the subject which has yet appeared. .... We know of 
no work that so completely fulfils its mission."— English Mechanic. 

" There is not a pupil in an engineering school, an apprentice in an engineer's or 
architect's office, or a competent clerk of works, who will not recognise in the scientific 
volume newly given to circulation, an old and valued friend. "—Building News, 

" The standard treatise upon this particular subject.''— Engineer* 

Strains, Formula & Diagrams for Calculation of 

A HANDY BOOK for the CALCULATION of STRAINS 
in GIRDERS and SIMILAR STRUCTURES, and their 
STRENGTH ; consisting of Formuheand Corresponding Diagrams, 
with numerous Details for Practical Application, &a By. William 
Humber, Assoc. Inst. C.E., &c Fcap. 8vo, with nearly 100 
Woodcuts and 3 Plates, price Js. 6d. cloth. 

" The arrangement of the matter in this little volume is as convenient as it well 
could be. .... The system of employing diagrams as a substitute for complex 
computations is one justly coming into great favour, and. in that respect. Mr. Hunter's 
volume is fully up to the times." — Engineering. 

" The formulae are neatly expressed, and the diagrams good."— ^ A thenaum* 
"We heartily commend this really handy book to our engineer and architect 
readers." -^-English Mechanic. 

Mechanical Engineering. 

A PRACTICAL TREATISE ON MECHANICAL ENGI- 
NEERING : comprising Metallurgy, Moulding, Casting, Forging, 
Tools, Workshop Machinery, Mechanical Manipulation, Manufac- 
ture of the Steam Engine, &c. &c With an Appendix on the 
Analysis of Iron and Iron Ore, and Glossary of Terms. By Francis 
Campin, C.E. Illustrated with 91 Woodcuts and 28 Plates of 
Slotting, Shaping, Drilling, Punching, Shearing, and Riveting 
Machines — Blast, Refining, and Reverberatory Furnaces — Steam 
.Engines, Governors, Boilers, "LocomcAkres, %lc, %^ cloth, i2j. 
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Strains. 

THE STRAINS ON STRUCTURES OF IRONWORK; 
with Practical Remarks on Iron Construction. By F. W. Sheilds, 
M. Inst. C.E. Second Edition, with 5 plates. Royal 8 vo, $s. cloth. 
Contents. — Introductory Remarks ; Beams Loaded at Centre ; Beams Loaded at 
unequal distances between supports ; Beams uniformly Loaded ; Girders with triangu- 
lar bracing Loaded at centre ; Ditto, Loaded at unequal distances between supports ; 
Ditto, uniformly Loaded; Calculation of the Strains on Girders with triangular 
Basings ; Cantilevers; Continuous Girders; Lattice Girders ; Girders with Vertical 
Struts and Diagonal Ties; Calculation of the Strains on Ditto; Bow and String 
Girders ; Girders of a form not belonging to any regular figure ; Plate Girders ; Ap- 
portionments of Material to Strain ; Comparison of different Girders ; Proportion of 
Length to Depth of Girders ; Character of the Work ; Iron Roofs. 

Construction of Iron Beams y Pillars, &c. 

IRON AND HEAT, Exhibiting the Principles concerned in the 
Construction of Iron Beams, Pillars, and Bridge Girders, and the 
Action of Heat in the Smelting Furnace. By James Armour, 
C.E. Woodcuts, i2mo, cloth boards, 3«r. &/. ; cloth limp, 2s. 6d. 

" A very useful and thoroughly practical little volume, in every way deserving of 
circulation amongst working men." — Mining Journal. 

" No ironworker who wishes to acquaint himself with the principles of his own 
trade can afford to be without it."— South Durham Mercury. 

Power in Motion. 

POWER. IN MOTION : Horse Power, Motion, Toothed Wheel 
Gearing, Long and Short Driving; Bands, Angular Forces, &c. 
By James Armour, C.E. With 73 Diagrams. i2mo, cloth 
boards, 3^. 6d. [Recently published. 

" Numerous illustrations enable the author to convey his meaning as explicitly as 
it is perhaps possible to be conveyed. The value of the theoretic and practical know- 
ledge imparted cannot well be over estimated."— -Newcastle Weekly Chronicle. 

Metallurgy of Iron. 

A TREATISE ON THE METALLURGY OF IRON : con- 
taining Outlines of the History of Iron Manufacture, Methods of 
Assay, and Analyses of Iron Ores, Processes of Manufacture of 
Iron and Steel, &c. By H. Bauerman, F.G.S., Associate of the 
Royal School of Mines. With numerous Illustrations. Fourtk 
Edition, revised and much enlarged. i2mo., cloth boards, $s. 6d. 

[Just published. 
" Carefully written, it has the merit of brevity and conciseness, as to less important 

points, while all material matters are very fully and thoroughly entered into." — 

Standard. 

Trigonometrical Surveying. 

AN OUTLINE OF THE METHOD OF CONDUCTING A 
TRIGONOMETRICAL SURVEY, for the Formation of Geo- 
graphical and Topographical Maps and Plans, Military Recon- 
naissance, Levelling, &c, with the most useful Problems in Geodesy 
and Practical Astronomy, and Formulae and Tables for Facilitating 
their Calculation. By Lieut-General Frome, R.E., late In- 
spector-General of Fortifications, &c Fourth Edition, Enlarged; 
thoroughly Revised, and partly Re-written. By Captain Ciuaas&, 
Warren, R.E., F.G.S. With 19 T?\atea *xA \\*^<*a&«&»% 
royal 8vo, price 16s. cloth. 
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Hydraulics. 

HYDRAULIC TABLES, CO-EFFICIENTS, and FORMULA 
for Ending the Discharge ot Water from Orifices, Notches, Weirs, 
Pipes, and Rivers. With New Formulae, Tables, and General 
Information on Rain-fall, Catchment-Basins, Drainage, Sewerage, 
Water Supply for Towns and Mill Power. By John Neville, 
Civil Engineer, M.R.I.A. Third Edition, carefully revised, with 
considerable Additions. Numerous Illustrations. Crown 8vo, 141. 
cloth. \_Now ready. 

Drawing far Engineers, &c. 

THE WORKMAN'S MANUAL OF ENGINEERING 
DRAWING. By John Maxton, Instructor in Engineering 
Drawing, South Kensington. Second Edition, carefully revised. 
With upwards of 300 Plates and Diagrams. i2mo, cloth, 
strongly bound, 4*. 6d. 

" Even accomplished draughtsmen will find in it much that win be of use to diem. 
A copy of it should be kept for reference in every drawing office." — Engineering. 

"An indispensable book for teachers of engineering drawing." — Mechanic? 
Magazine. 

Levelling. 

A TREATISE on the PRINCIPLES and PRACTICE of 
LEVELLING ; showing its Application to Purposes of Railway 
and Civil Engineering, in the Construction of Roads ; with Mr. 
Telford's Rules for the same. By Frederick W. Simms, 
F.G.S., M. Inst C.E. Fifth Edition, very carefully revised, with 
the addition of Mr. Law's Practical Examples for Setting out 
Railway Curves, and Mr. Trautwine's Field Practice of Laying 
out Circular Curves. With 7 Plates and numerous Woodcuts. 8vo, 
Ss. 6d. cloth. * # * Trautwine on Curves, separate, price $*. 

" One of the most important text-books for the general surveyor, and there is 




_ _ colleges.' 

Engineer. 

'The publishers have rendered a substantial service to the profession, especially to 
the lyounger members, by bringing out the present edition of Mr. Simms's useful work." 
—Engineering. 

Earthwork. 

EARTHWORK TABLES, showing the Contents in Cubic Yards 
of Embankments, Cuttings, &c, of Heights or Depths up to an 
average of 80 feet. By Joseph Broadbent, C.E., and Francis 
Campin, C.E. Cr. 8vo. oblong, $s. cloth. \Just Published. 

*' Creditable to both the authors and the publishers. . . . The way in which 
accuracy is attained, by a simple division of each cross section into three elements, 
two of which are constant and one variable, is ingenious." — Athenarum. 

'* Likely to be of considerable service to engineers." — Building News. 

"Practical illustrations of the tabulated quantities are given, which make the 
working of the tables easy to the most inexperienced. The work is excellently 
got up, and the type is remarkably clear ; and contractors, builders, and engineers 
should not be without it."— Builders* Weekly Reporter. 

" Two additions, one subtraction, and four multiplications, with the use of 
the tables, suffice to determine the quantity with considerable accuracy in any 
piece of earthwork ; and, as the ta\Aes ate ot ^w&sxAxioV ska *nd very legibly 
printed, they cannot fail to come into fceaetallusfc"— Mimng *JournaU 
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Strength of Cast Iron, &c. 

A PRACTICAL ESSAY on the STRENGTH of CAST IRON 
and OTHER METALS. By the late Thomas Tredgold, Mem. 
Inst C.E., Author of "Elementary Principles of Carpentry," &c. 
Fifth Edition, Edited by Eaton Hodgkinson, F.R.S. ; to 
which are added EXPERIMENTAL RESEARCHES on the 
STRENGTH and OTHER PROPERTIES of CAST IRON. 
By the Editor. The whole Illustrated with 9 Engravings and 
numerous Woodcuts. 8vo, 12s. cloth. 

\* Hodgkinson's Experimental Researches on the 
Strength and Other Properties of Cast Iron may be had 
separately. With Engravings and Woodcuts. 8vo, price 6s. cloth. 

The High-Pressure Steam Engine. 

THE HIGH-PRESSURE STEAM ENGINE ; an Exposition 
of its Comparative Merits, and an Essay towards an Improved 
System of Construction, adapted especially to secure Safety and 
Economy. By Dr. Ernst Alban, Practical Machine Maker, 
Plau, Mecklenberg. Translated from the German, with Notes, by 
Dr. Pole, F.R.S., M. Inst. C.E., &c &c With 28 fine Plates, 
8vo, idf. 6d, cloth. 

"A work like this, which goes thoroughly into the examination of the high-pressure 
engine, the boiler, and its appendages, &c, is exceedingly useful, and deserves a place 
in every scientific library.'*— Steam Shipping Chronicle, 

Steam Boilers. 

A TREATISE ON STEAM BOILERS : their Strength, Con- 
struction, and Economical Working. By Robert Wilson, late 
Inspector for the Manchester Steam Users* Association for the 
Prevention of Steam Boiler Explosions, and for the Attainment of 
Economy in the Application of Steam. i2mo, cloth boards, 328 
pages, price 6s. 

Tables of Curves. 

TABLES OF TANGENTIAL ANGLES and MULTIPLES 
for setting out Curves from 5 to 200 Radius. By Alexander 
Beazeley, M. Inst C.E. Printed on 48 Cards, and sold in a 
cloth box, waistcoat-pocket size, price jx. 6d. 

" Each table is printed on a small card, which, being placed on the theodolite, leaves 
the hands free to manipulate the instrument — no small advantage as regards the rapidity 
of work. They are clearly printed, and compactly fitted into a small case for the 
pocket — an arrangement that will recommend them to all practical men."— -Engineer. 

" Very handy : a man may know that all his day's work must fall on two of these 
cards, which he puts into his own card-case, and leaves the rest behind."— •Athenaum. 

Laying Out Curves. 

THE FIELD PRACTICE of LAYING OUT C\S£*S\>^ 
CURVES for RAILROADS. Byjoiw C.T^^^x*~>^~ 
(Extracted from Simms's Work on I^eWmg). %no, V* ««*»• 



io WORKS PUBLISHED BY LOCKWOOD & CO. 



Estimate and Price Book. 

THE CIVIL ENGINEER'S AND CONTRACTOR'S ESTI- 
MATE AND TRICE BOOK for Home or Foreign Service : 
in reference to Roads, Railways, Tramways, Docks, Harbours, 
Forts, Fortifications, Bridges, Aqueducts, Tunnels, Sewers, Water- 
works, Gasworks, Stations, Barracks, Warehouses, &c &c &c 
With Specifications for Permanent Way, Telegraph Materials, 
Plant, Maintenance, and Working of a Railway ; and a Priced List 
of Machinery, riant, Tools, &c By W. D. Haskoll, C.K 
Plates and Woodcuts. Published annually. 8vo, cloth, 6s. 
" As furnishing a variety of data on every conceivable want to civil engineers and 
contractors, this book has ever stood perhaps unrivalled." — Architect. 

Surveying (Land and Marine). 

LAND AND MARINE SURVEYING, in Reference to the 
Preparation of Plans for Roads and Railways, Canals, Rivers. 
Towns' Water Supplies, Docks and Harbours ; with Description 
and Use of Surveying Instruments. By W. Davis Haskoll, C.E., 
Author of " The Engineer's Field Book," " Examples of Bridge 
and Viaduct Construction," &c Demy 8vo, price I2j. 6d. cloth, 
with 14 folding Plates, and numerous Woodcuts. 
" A most useful ana well arranged book for the aid of a student .... We 

can strongly recommend it as a carefully-written and valuable text-book."— Builder. 
" Mr. Haskoll has knowledge and experience, and can so give expression to it as 

to make any matter on which he writes, clear to the youngest pupil in a surveyor's 

office.**— Colliery Guardian. 
" A volume which cannot fail to prove of the utmost practical utility. . ... It 

is one which may be safely recommended to all students who aspire to become clean 

and expert surveyors." — Alining Journal. 

Engineering Fieldwork. 

THE PRACTICE OF ENGINEERING FIELDWORK, 

applied to Land and Hydraulic, Hydrographic, and Submarine 
Surveying and Levelling. Second Edition, revised, with consider- 
able additions, and a Supplementary Volume an WATER- 
WORKS, SEWERS, SEWAGE, and IRRIGATION. By W. 
Davis Haskoll, C.E. Numerous folding Plates. Demy 8vo, 2 
vols, in one, cloth boards, 1/. is. (published at 2/. 4s.) 

Mining, Surveying and Valuing. 

THE MINERAL SURVEYOR AND VALUER'S COM- 
PLETE GUIDE, comprising a Treatise on Improved Mining 
Surveying, with new Traverse Tables ; and Descriptions of Im- 
proved Instruments ; also an Exposition of the Correct Principles 
of Laying out and Valuing Home and Foreign Iron and Coal 
Mineral Properties: to which is appended M. THOMAN*S (of 
the Credit Mobilier, Paris) TREATISE on COMPOUND IN- 
TEREST and ANNUITIES, with LOGARITHMIC TABLES. 
By William Lintern, Mining and Civil Engineer. i2mo, 
strongly bound in cloth boards, with four Plates of Diagrams, 
Plans, &c, price I or. 6d. 
" Contains much valuable information given in a small compass and which, as far 
as we have tested it, is thoroughly trustworthy." — Iron and Coal Trades Rtvuw. 
" The matter, arrangement, and WU\sVreA\oT\. ol ^\s ^wotV ax^ ^o«^ts^%niimake 
it one of the best of its kind.* — Standard. 
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Fire Engineering. 

FIRES, FIRE.ENGINES, AND FIRE BRIGADES. With 
a History of Fire-Engines, their Construction, Use, and Manage- 
ment ; Remarks on Fire- Proof Buildings, and the Preservation of 
Life from Fire ; Statistics of the Fire Appliances in English 
Towns ; Foreign Fire Systems ; Hints on Fire Brigades, &c, &c 
By Charles F. T. Young, C.E. With numerous Illustrations, 
handsomely printed, 544 pp., demy 8vo, price 1/. 4s. cloth. 
" We can most heartily commend this book. .... It is really the only English 
work we now have upon the subject." — Engineering. 

' We strongly recommend the book to the notice of all who are in any <way in- 
terested in fires, fire-engines, or fire-brigades." — Mechanics' Magaune. 

Manual of Mining Tools. 

MINING TOOLS. For the use of Mine Managers, Agents, 
Mining Students, &c. By William Morgans, Lecturer on Prac- 
tical Mining at the Bristol School of Mines. Volume of Text. 
i2mo. With an Atlas of Plates, containing 235 Illustrations. 4to. 
Together, price gs. cloth boards. [Recently published* 

" Students in the Science of Mining, and not only they, but subordinate officials in 
mines, and even Overmen, Captains, Managers, and Viewers may gain practical 
knowledge and useful hints by the study of Mr. Morgans's Manual." — Colliery 
Guardian. 

"A very valuable work, which will tend materially to improve our mining litera- 
ture." — Mining Journal* 

Gas and Gasworks. 

A TREATISE on GASWORKS and the PRACTICE of 
MANUFACTURING and DISTRIBUTING COAL GAS. 
By Samuel Hughes, C.E. Fourth Edition, revised by W. 
Richards, C.E. With 68 Woodcuts, bound in cloth boards, 
i2mo, price 4s. 

Waterworks for Cities and Towns. 

WATERWORKS for the SUPPLY of CITIES and TOWNS, 
with a Description of the Principal Geological Formations of 
England as influencing Supplies of Water. By Samuel Hughes, 
F.G.S., Civil Engineer. New and enlarged edition, i2mo, cloth 
boards, with numerous Illustrations, price $s. 
" One of the most convenient, and at the same time reliable works on a subject, 
the vital importance of which cannot be over-estimated." — Bradford Observer. 

Coal and Coal Mining. 

COAL AND COAL MINING : a Rudimentary Treatise on. By 
Waeington W. Smyth, M.A., F.R.S., &c, Chief Inspector 
of the Mines of the Crown and of the Duchy of Cornwall. New 
edition, revised and corrected. i2mo., cloth boards, with nume- 
rous Illustrations, price 4^. 6d. 
" Every portion of the volume appears to have been prepared with much care, and 
as an outline is given of every known coal-field in this and other countries, as well as 
of the two principal methods of working, the book will doubtless interest *.>*wi 

large number of readers." — Mining Journal. 

''Certainly experimental skill and rule-of-0\utn\> practice xiovSA. "^q*. TE^"^ -S^ 
riched by the addition of the theoretical knowledge and scvwvXaS^NxAotck^^^^^ 
Mr. Warington Smyth communicates in combination VvtVi tixe; te.'sv&Xs «*> Xias> 
perience ana personal research."— Colliery Guardian. 
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Field- Book for Engineers. 

THE ENGINEER'S, MINING SURVEYOR'S, and CON- 
TRACTOR'S FIELD-BOOK. By W. Davis Haskoll, Civil 
Engineer. Third Edition, much enlarged, consisting of a Series 
of Tables, with Rules, Explanations of Systems, and Use of Theo- 
dolite for Traverse Surveying and Plotting the Work with minute 
accuracy by means of Straight Edge and Set Square only ; Levelling 
with the Theodolite, Casting out and Reducing Levels to Datum, 
and Plotting Sections in the ordinary manner; Setting out Curves 
with the Theodolite by Tangential Angles and Multiples with Right 
and Left-hand Readings of the Instrument; Setting out Curves 
without Theodolite on the System of Tangential Angles by Sets of 
Tangents and Offsets ; and Earthwork Tables to 80 feet deep, cal- 
culated for every 6 inches in depth. With numerous wood-cuts, 
i2mo, price I2J. cloth. 

" A very useful work for the practical engineer and surveyor. Every person 
engaged in engineering field operations will estimate the importance of such a work 
and the amount of valuable time which will be saved by reference to a set of reliable 
tables prepared with the accuracy and fulness of those given in this Tolume."— Rail- 
way New*. 

" The book is very handy, and the author might have added that the separate tables 
of sines and tangents to every minute will make it useful for many other purposes, the 
genuine traverse tables existing all the same." — Atkenautn. 

" The work forms a handsome pocket volume, and cannot fail, from its portability 
and utility, to be extensively patronised by the engineering profession.' —JJf«***£ 
Journal, 

" We strongly recommend this second edition of Mr. HaskolTs ' Field Book' to all 
classes of surveyors."— Colliery Guardian, 

Earthwork, Measurement and Calculation of. 

A MANUAL on EARTHWORK. By Alex. J. S. Graham, 
C.E., Resident Engineer, Forest of Dean Central Railway. With 
numerous Diagrams. i8mo, 2s. 6d, cloth. 

*' As a really handy book for reference, we know of no work equal to it ; and the 
railway engineers and others employed in the measurement and calculation of earth 
work will find a great amount of practical information very admirably arranged, and 
available for general or rough estimates, as well as for the more exact calculations 
required in the engineers' contractor's offices." — Artizan, 

Harbours. 

THE DESIGN and CONSTRUCTION of HARBOURS: A 

Treatise on Maritime Engineering. By Thomas Stevenson, 
F. R. S. E. , F. G. S. , M. I. C. E. Second Edition, containing many 
additional subjects, and otherwise generally extended and revised. 
With 20 Plates and numerous Cuts. Small 4to, \§s. cloth. 

Mathematical and Drawing Instruments. 

A TREATISE ON THE PRINCIPAL MATHEMATICAL 

AND DRAWING INSTRUMENTS employed by the Engineer, 

Architect, and Surveyor. Tfy YraorcicKaL W. Simms, M. Inst. 

C.E., Author of " Practical TwrnJ^StagT &£. TMs&YiSfiafc^iiith 

numerous Cuts. !2mo, pnce y . 6d. ttaftu 
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Bridge Construction in Masonry, Timber p , & Iron. 

EXAMPLES OF BRIDGE AND VIADUCT CONSTRUC- 
TION OF MASONRY, TIMBER, AND IRON ; consisting of 
46 Plates from the Contract Drawings or Admeasurement of select 
Works. By W. Davis Haskoll, C.E. Second Edition, with 
the addition of 554 Estimates, and the Practice of Setting out Works, 
illustrated with 6 pages of Diagrams. Imp. 4to, price 2/. 12s. 6d. 
half- morocco. 
" One of the very few works extant descending to the level of ordinary routine, and 
treating on the common cvery-day practice of the railway engineer. ... A work of 
the present nature by a man of Mr. Haskoll's experience, must prove invaluable to 
hundreds. The tables of estimates appended to this edition will considerably enhance 
its value."— Engineering. 

Mathematical Instruments, their Construction, &c. 

MATHEMATICAL INSTRUMENTS : their CONSTRUC- 
TION, ADJUSTMENT, TESTING, AND USE; comprising 
Drawing, Measuring, Optical, Surveying, and Astronomical Instru- 
ments. By J. F. Heather, M.A., Author of "Practical Plane 
Geometry," "Descriptive Geometry," &c. Enlarged Edition, for 
the most part entirely rewritten. With numerous Wood-cuts. 
1 2 mo, cloth boards, price 5-r. 

Oblique Arches. 

A PRACTICAL TREATISE ON THE CONSTRUCTION of 
OBLIQUE ARCHES. By John Hart. Third Edition, with 
Plates. Imperial 8vo, price &r. cloth. 

Oblique Bridges. 

A PRACTICAL and THEORETICAL ESSAY on OBLIQUE 
BRIDGES, with 13 large folding Plates. By Geo. Watson 
Buck, M. Inst. C.E. Second Edition, corrected by W. H. 
Barlow, M. Inst. C.E. Imperial 8vo, 12s. cloth. 
" The standard text-book for all engineers regarding skew arches, is Mr. Buck's 
treatise, and it would be impossible to consult a better." — Engineer. 

Pocket-Book for Marine Engineers. 

A POCKET BOOK FOR MARINE ENGINEERS. Con- 
taining useful Rules and Formulae in a compact form. By Frank 
Proctor, A. I.N. A. Second Edition, revised and enlarged. 
Royal 32mo, leather, gilt edges, with strap, price 4s. 
'* We recommend it to our readers as going far to supply a long-felt want."— 
Naval Science. 

"A most useful companion to all marine engineers." — United Service Gazette. 
" Scarcely anything required by a naval engineer appears to have been for- 
gotten. — Iron. 

" A very valuable publication ... a means of saving much time and labour."— 
Xew 1 ~ork Monthly Record. 

Weales Dictionary of Terms. 

A DICTIONARY of TERMS used in ARCHITECTURE, 
BUILDING, ENGINEERING, MINING, METALLURGY, 
ARCHAEOLOGY, the FINE ARTS, &c. By John Weale. 
Fourth Edition, enlarged and revised by Robert Huht,¥^J^« v 
Keeper of Mining Records, Editor ol "\3x€*T>\CC\^»s^ dL Ks!^ 
Sec. i2mo, cloth boards, price 6$. 



'4 



WORKS PUBLISHED BY LOCKWOOD & CO. 



Grantham s Iron Ship-Building, enlarged. 

ON IRON SHIP-BUILDING; with Practical Examples and 
Details. Fifth Edition. Imp. 4to, boards, enlarged from 24 to 40 
Plates (21 quite new), including the latest Examples. Together 
with separate Text, i2mo, cloth limp, also considerably enlarged. 
By John Grantham, M. Inst. C.E., &c Price 2/. 2j. complete. 



Description of Plates, 



I. 



2. 



8. 



Hollow and Bar Keels, Stem and 

Stern Posts. [Pieces. 

Side Frames, Floorings, and Bilge 

3. Floorings c ontinued— Keelsons, Deck 

Beams, Gunwales, and Stringers. 

4. Gunwales continued — Lower Decks, 

and Orlop Beams. 
4a. Gunwales and Deck Beam Iron. 

5. Angle-Iron, T Iron, Z Iron, Bulb 

Iron, as Rolled for Building. 

6. Rivets, shown in section, natural size ; 

Flush and Lapped Joints, with 
Single and Double Riveting. 

7. Plating, three plans ; Bulkheads and 
Modes of Securing them. 

Iron Masts, with Longitudinal and 
Transverse Sections. 

Sliding Keel, Water Ballast, Moulding 
the Frames in Iron Ship Building, 
Levelling Plates. 

Longitudinal Section, and Half- 
breadth Deck Plan of Large Vessels 
on a reduced Scale. 

Midship Sections of Three Vessels. 

Large Vessel, showing Details — Fore 
End in Section, and End View, 
with Stern Post, Crutches, &c. 

Large PVwtf^showing Details — After 
End in Section, with End View, 
Stern Frame for Screw, and Rudder. 

Large K*w*/, showing Details— -Mid- 
ship SectionA&lf breadth. 

Machines for Punching and Shearing 
Plates and Angle-Iron, and for 
Bending Plates ; Rivet Hearth. 

Beam-Bending Machine, Indepen- 
dent Shearing, Punching and Angle- 
Iron Machine. 



10. 



xz. 
12. 



*3 



1+ 
IS- 



15* 



153. Double Lever Punching and Shearing 
Machine, arranged for cutting 
Angle and T Iron, with Dividing 
Table and Engine. 

16. Machines. — Garforth's Riveting Ma- 

chine, Drilling and Counter-Sinking 
Machine, 
x&x. Plate Planing Machine. 

17. Air Furnace for Heating Plates and 

Angle-Iron : Various Tools used in 
Riveting and Plating. 

18. Gunwale ; Keel and Flooring ; Plan 

for Sheathing with Copper. 
i&*. Grantham's Improved Plan of Sheath- 
ing Iron Ships with Copper. 

19. Illustrations of the Magnetic Condi- 

tion of various Iron Ships. 

20. Gray's Floating Compass and Bin- 

nacle, with Adjusting Magnets, &c. 

21. Corroded Iron Bolt in Frame of 

Wooden Ship ; Jointing Plates. 
22-4. Great Eastern — Longitudinal Sec- 
tions and Half-breadth Plans — Mid- 
ship Section, with Details— Section 
in Engine Room, and Paddle Boxes. 
25-6. Paddle Steam Vessel of Steel. 
27. Scarbrough — Paddle Vessel of Steel. 
28-9. Proposed Passenger Steamer. 
Persian — Iron Screw Steamer. 
Midship Section of H.M. Steam 

Frigate, Warrior. 
Midship Section of H.M. Steam 

Frigate, Hercules. 
Stem, Stern, and Rudder of H.M. 

Steam Frigate, Bellerophon. 
Midship Section of H.M. Troop Ship, 

Serapis. 
Iron Floating Dock. 



30. 
31. 

32. 

33- 
34- 
35- 



"A thoroughly practical work, and every question of the many in relation to iron 
shipping which admit of diversity of opinion, or have various and conflicting personal 
interests attached to them, is treated with sober and impartial wisdom and good sense. 
. . . . As good a volume for the instruction of the pupil or student of iron naval 
architecture as can be found in any language." — Practical Mechanics* Journal. 

" A very elaborate work. . . . It forms a most valuable addition to the history 
of iron shipbuilding, while its having been prepared by one who has made the subject 
his study for many years, and whose qualifications have been repeatedly recognised, 
will recommend it as one of practical utility to all interested in shipbuilding."— Army 
and Navy Gazette. 

Steam. 

THE SAFE USE OF STEAM : containing Rules for Unpro- 
fessional Steam Users. By an Engineer. 

N. B. — This little work should be in the hands of every person 
having to deal with a Steam Engine of any kind. 
" If steam-users would but learn th\s \\t\i\e \jocfls. \r» \\s«r\., «cA fc*scv \cm*L It to 
their stokers to do the same, and see that the "tatter &o \x, \>«&fcx «x^i\Q»T&^rc>\£i&. 
become sensations by their rarity.*'— English Mechanic* 
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ARCHITECTURE, Ac. 

# . ■ ■ 

Construction. 

THE SCIENCE of BUILPING : An Elementary Treatise on 

the Principles of Construction. By E. Wyndham Tarn, M.A., 

Architect. Illustrated with 47 Wood Engravings. Demy 8vo, 

price 8j. 6d. cloth. [Recently published, 

" A very valuable book, which we strongly recommend to all students.— Builder. 

" While Mr. Tarn's valuable little volume is quite sufficiently scientific to answer 

the purposes intended, it is written in a style that will deservedly make it popular. 

The diagrams are numerous and exceedingly well executed, and the treatise does 

credit alike to the author and the publisher. ;- -Engineer. 

"No architectural student should be without this hand-book of constructional 
knowledge." — Architect. 

"The book is very far from being a mere compilation ; it is an able digest of 
information which is only to be found scattered through various works, and contains 
more really original writing than many putting forth far stronger claims to originality." 
— Engineering. 

Beaton's Pocket Estimator. 

THE POCKET ESTIMATOR FOR THE BUILDING 
TRADES, being an easy method of estimating the various parts 
of a Building collectively, more especially applied to Carpenters' 
and Joiners' work, priced according to the present value of material 
and labour. By A. C. Beaton, Author of ' Quantities and 
Measurements.' 33 Woodcuts. Leather. Waistcoat-pocket size. 2s. 

Beaton's Builders 9 and Surveyors 9 Technical Guide. 

THE POCKET TECHNICAL GUIDE AND MEASURER 
FOR BUILDERS AND SURVEYORS: containing a Complete 
Explanation of the Terms used in Building Construction, Memo- 
randa for Reference, Technical Directions for Measuring Work in 
all the Building Trades, with a Treatise on the Measurement of 
Timbers, and Complete Specifications for Houses, Roads, and 
Drains. By A. C. Beaton, Author of ' Quantities and Measure- 
ments.' With 19 Woodcuts. Leather. Waistcoat-pocket size. 2s. 

Villa Architecture. 

A HANDY BOOK of VILLA ARCHITECTURE ; being a 
Series of Designs for Villa Residences in various Styles. With 
Detailed Specifications and Estimates. By C. Wickes, Architect, 
Author of " The Spires and Towers of the Mediaeval Churches of 
England," &c. First Series, consisting of 30 Plates ; Second 
Series, 31 Plates. Complete in 1 vol. 4to, price 2/. iot. fajlf 
morocco. Either Series separate, price 1/. Js. each, half morocco. 
" The whole of the designs bear evidence of their being the work of an artistic 

architect, and they will prove very valuable and suggestive to architects, students, and 

amateurs." — Building News. 

The Architect's Guide. 

THE ARCHITECT'S GUIDE ; or, Office and Pocket Com- 
panion for Engineers, Architects, Land and Building Surveyors, 
Contractors, Builders, Clerks of Works, &c By W. Davis 
Haskoll, C.E., R. W. Billings, Architect, F. Rogers.* *s^ 
P. Thompson. With numerous I&£cnmei&& \*j <<** ^toawKw-k 
C.E., &c. Woodcuts, i2xno, clotYv, pxVcft V. *>d. 
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Architecture, Ancient and Modern* 

RUDIMENTARY ARCHITECTURE, Ancient and Modern. 
Consisting of V1TRUVIUS, tran^-n-i by Joseph Gwilt, 
F.S.A., &c, with 23 fine copper plates; GRECIAN Archi- 
tecture, by the Earl of Abeki»ekn ; the ORDERS of 
Architecture, by W. H. Leeds, Esj : The STYLES of Archi- 
tecture of Various Countries, by T. Talbot Bury ; The 
PRINCIPLES of DESIGN in Architeciure, by E. L. Garbett. 
In one handsome volume, half-bound (pp. 1,100), copiously illus- 
trated, price \2s, 

* # * Sold separately y in two vols., as fallows* price 6s. each, hf.-bd. 

ANCIENT ARCHITECTURE. Containing Gwilt's Vitruvius 
and Aberdeen's Grecian Architecture. 

N. B. — This is the only edition of VI TRUVIUS procurable at a 
moderate price. 

MODERN ARCHITECTURE. Containing the Orders, by Leeds ; 
The Styles, by Bury ; and Principles of Design, by Garbett. 

The Young Architect's Book. 

HINTS TO YOUNG ARCHITECTS. By George Wight- 
wick, Architect, Author of " The Patace of Architecture, " &c. &c 
New Edition, revised and enlarged. By G. Huskisson Guil- 
laume, Architect. With numerous illustrations. i2mo. cloth 
boards, 4*. [7**/ Published* 

Drawing for Builders and Students. 

PRACTICAL RULES ON DRAWING for the OPERATIVE 
BUILDER and YOUNG STUDENT in ARCHITECTURE. 
By George Pyne, Author of a " Rudimentary Treatise on Per- 
spective for Beginners." With 14 Plates, 4to, *js. 6d. t boards. 
Contents. — I. Practical Rules on Drawing— Outlines. II. Ditto— the Grecian 
and Roman Orders. III. Practical Rules on Drawing — Perspective. IV. Practical 
Rules on Light and Shade. V. Practical Rules on Colour, &c &c 

Cottages* Villas* and Country Houses. 

DESIGNS and EXAMPLES of COTTAGES, VILLAS, and 
COUNTRY HOUSES ; being the Studies of several eminent 
Architects and Builders ; consisting of Plans, Elevations, and Per- 
spective Views ; with approximate Estimates of the Cost of each* 
In 4to, with 67 plates, price 1/. is., cloth. 

Builder's Price Book. 

LOCKWOOD & CO.'S BUILDER'S AND CONTRACTOR'S 
PRICE BOOK— with which is incorporated Atchley's, and por- 
tions of the late G. R. Burnell's Builders' Price Books— for 1875, 
containing the latest prices of all kinds of Builders' Materials and 
Labour, and of all Trades connected with Building; with many 
useful and important Memoranda and Tables ; Lists of the Mem- 
bers of the Metropolitan Board of Works, of Districts, District 
Officers, and District Surveyors, and the Metropolitan Bye-laws. 
The whole revised and edited by Francis T. W. Miller, Archi- 
tect and Surveyor. Fcap. 8vo, strongly half-bcund, price 4f. 
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Handbook of Specifications. 

THE HANDBOOK OF SPECIFICATIONS; or, Practical 
Guide to the Architect, Engineer, Surveyor, and Builder, in drawing 
up Specifications and Contracts for Works and Constructions. 
Illustrated by Precedents of Buildings actually executed by eminent 
Architects and Engineers. Preceded by a Preliminary Essay, and 
Skeletons of Specifications and Contracts, &c, &c, and explained 
by numerous Lithograph Plates and Woodcuts. By Professor 
Thomas L. Donaldson, President of the Royal Institute of British 
Architects, Professor of Architecture and Construction, University 
College, London, M.I.B.A., Member of the various European 
Academies of the Fine Arts. With A Review of the Law of 
Contracts, and of the Responsibilities of Architects, Engineers, 
and Builders. By W. Cunningham Glen, Barrister-at-Law, of 
the Middle Temple. 2 vols., 8vo, with upwards of 1 100 pp. of 
text, and 33 Lithographic Plates, cloth, 2/. 2s. (Published at 4/.) 

" In these two volumes of 1,100 pages (together), forty-four specifications of executed 
rorks are given, including the specifications for parts of the new Houses of Parliament, 
y Sir Charles Barry, and for the new Royal Exchange, by Mr. Tite, M.P. 

"Amongst the other known buildings, the specifications of which are given, are 
he Wiltshire Lunatic Asylum (Wyatt and Brandon) ; Tothill Fields Prison (R. Abra- 
am| ; the City Prison, Holloway (Bunning) ; the High School, Edinburgh (Hamilton) ; 
'lothworkers' Hall, London (Angel) ; Wellington College, Sandhurst (J. Shaw) ; 
louses in Grosvenor Square, and elsewhere ; St George's Church, I)oncaster 
Scott) ; several works of smaller size by the Author, including Messrs. Shaw's Ware* 
ouse in Fetter Lane, a very successful elevation ; the Newcasde-upon-Tyne Railway 
Itation (J. Dobson) ; new Westminster Bridge (Page) ; the High Level Bridge, New- 
astle (R. Stephenson) ; various works on the Great Northern Railway (Brydone) ; 
nd one French specification for Houses in the Rue de Rivoli, Paris (MM. Armand, 
littorfF. Pellechet, and Rohault de Fleury, architects). The majority of the specul- 
ations nave illustrations in the shape of elevations and plans. 

"About 140 pages of the second volume are appropriated to an exposition of the 
iw in relation to the legal liabilities of engineers, architects, contractors, and builders, 
y Mr. W. Cunningham Glen, fiarrister-at-law. Donaldson's Handbook of Spe- 
ifications must be bought by all architects." — Builder. 

Specifications for Practical Architecture. 

SPECIFICATIONS FOR PRACTICAL ARCHITECTURE : 

A Guide to the Architect, Engineer, Surveyor, and Builder ; with 

an Essay on the Structure and Science of Modern Buildings. By 

Frederick Rogers, Architect. With numerous Illustrations. 

Demy 8vo, price i$s. t cloth. (Published at 1/. ior.) 

*** A volumeof specifications of a practical character being greatly required, and the 
Id standard work of Alfred Bartholomew being out of print, the author, on the basis 
f that work, has produced the above. Some of the specifications he has so altered 
s to bring in the now universal use of concrete, the improvements in drainage, the 
se of iron, glass, asphalte, and other material. He has also inserted specifications 
f works that have been erected in his own practice. 

The House-Owner's Estimator 

^THE HOUSE-OWNER'S ESTIMATOR; or, What will it 
t?bst to Build, Alter, or Repair? A Price-Book adapted to the 
Use of Unprofessional People as well as for the Architectural 
Surveyor and Builder. By the late James D. Simon, A. R.I. B. A. 
Edited and Revised by Francis T. W. Miller, Surveyor. With 
numerous Illustrations. Second Edition, with the ^ctat& «ws5a^?i 
revised to 1875. Crown 8vo, cloth, price y. 6cL 
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CARPENT RY, , TIM BER, &c. 

Tredgold's Carpentry, new, enlarged, and cheaper 
Edition. 

THE ELEMENTARY PRINCIPLES OF CARPENTRY: 
a Treatise on the Pressure and Equilibrium of Timber Framing, the 
Resistance of Timber, and the Construction of Floors, Arches, 
Bridges, Roofs, Uniting Iron and Stone with Timber, &c. To which 
is added an Essay on the Nature and Properties of Timber, &c, 
with Descriptions of the Kinds of Wood used in Building ; also 
numerous Tables of the Scantlings of Timber for different purposes, 
the Specific Gravities of Materials, &c. By Thomas Tredgold, 
C.E. Edited by Peter Barlow, F.R.S. Fifth Edition, cor- 
rected and enlarged. With 64 Plates (1 1 of which now first appear 
in this edition), Portrait of the Author, and several Woodcuts, In 
I vol., 4to, published at 2/. 2s., reduced to 1/. 5.?., cloth. 

"'Tredgold's Carpentry' ought to be in every architect's and every builder's 
library, and those who do not already possess it ought to avail themselves of the new 
issue. — Builder. 

"A work whose monumental excellence must commend it wherever skilful car- 
pentry is concerned. The Author's principles are rather confirmed than impaired by 
time, and, as now presented, combine the surest base with the most interesting display 
of progressive science. The additional plates are of great intrinsic value.''-^«*A&K 
News. 

Grandys Timber Tables. 

THE TIMBER IMPORTER'S, TIMBER MERCHANTS, 

and BUILDER'S STANDARD GUIDE. By Richard E. 

Grandy. Comprising : — An Analysis of Deal Standards, Home 

and Foreign, with comparative Values and Tabular Arrangements 

for Fixing Nett Landed Cost on Baltic and North American Deals, 

including all intermediate Expenses, Freight, Insurance, Duty, &c, 

&c. ; together with Copious Information for the Retailer and 

Builder. i2mo, price *]s. 6d. cloth. 

" Everything it pretends to be : built up gradually, it leads one from a forest to a 

inc 




only difficulty we have is as to what is not in its pages, 
of the contents, taken at random, is invariably correct." — Illustrated Builder's Journal. 

Tables for Packing-Case Makers. 

PACKING-CASE TABLES ; showing the number of Superficial 

Feet in Boxes or Packing-Cases, from six inches square and 

upwards. Compiled by William Richardson, Accountant. 

Oblong 4to, cloth, price 3J. 6d. 

"Will save much labour and calculation to packing-case makers and those who use 
packing-cases." — Grocer. " Invaluable labour-saving tables."— Ironmonger. 

Nicholson! s Carpenter' s Guide. 

THE CARPENTER'S NEW GUIDE ; or, BOOK of LINES 
for CARPENTERS : comprising all the Elementary Principles 
essential for acquiring a knowledge of Carpentry. Founded on the 
late Peter Nicholson's standard work. A new Edition, revised 
by Arthur Ashpitel, ¥.SA., to^ttaei vritb Practical Rules on 
Drawing, by George. "Pw&. \*S£a> *] ^State^ a^ > YL vs. <&*iu 
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Dowsing s Timber Merchant's Companion. 

THE TIMBER MERCHANT'S AND BUILDER'S COM- 
PANION ; containing New and Copious Tables of the Reduced 
Weight and Measurement of Deals and Battens, of all sizes, from 
One to a Thousand Pieces, and the relative Price that each size 
bears per Lineal Foot to any given Price per Petersburgh Standard 
Hundred ; the Price per Cube Foot of Square Timber to any given 
Price per Load of 50 Feet ; the proportionate Value of Deals and 
Battens by the Standard, to Square Timber by the Load of 50 Feet ; 
the readiest mode of ascertaining the Price of Scantling per Lineal 
Foot of any size, to any given Figure per Cube Foot. Also a 
variety of other valuable information. By William Dowsing, 
Timber Merchant. Second Edition. Crown 8vo, 3«r. cloth. 
" Everything is as concise and clear as it can possibly be made. There can be no 
>ubt that every timber merchant and builder ought to possess it," — Hull Advertiser. 

Timber Freight Book. 

THE TIMBER IMPORTERS' AND SHIPOWNERS' 
FREIGHT BOOK : Being a Comprehensive Series of Tables for 
the Use of Timber Importers, Captains of Ships, Shipbrokers, 
Builders, and all Dealers in Wood whatsoever. By William 
Richardson, Timber Broker, author of " Packing Case Tables," 
&c. Crown 8vo, cloth, price 6s. 

MECHANICS, &c. 

» 

Norton's Measurer. 

THE COMPLETE MEASURER ; setting forth the Measure- 
ment of Boards, Glass, &c, &c. ; Unequal-sided, Square-sided, 
Octagonal-sided, Round Timber and Stone, and Standing Timber. 
With just allowances for the bark in the respective species of 
trees, and proper deductions for the waste in hewing the trees, 
&c. ; also a Table showing the solidity of hewn or eight-sided 
timber, or of any octagonal-sided column. Compiled for the 
accommodation of Timber-growers, Merchants, and Surveyors, 
Stonemasons, Architects, and others. By Richard Horton. 
Second edition, with considerable and valuable additions, l2mo, 
strongly bound in leather, Ks. 

"The office of the architect, engineer, building surveyor, or land agent that is 

'ithout this excellent and useful work cannot truly be considered perfect in its 

jrnishing." — Irish Builder. 
"We nave used the improved and other tables in this volume, and have not 

•bserved any unfairness or inaccuracy." — Builder. 

"The tables we have tested are accurate To the builder and estate 

gents this work will be most acceptable." — British Architect. 
"Not only are the best methods of measurement shown, and in some instances 

lustrated by means of woodcuts, but the erroneous systems pursued by dishonest 

ealers are fully exposed The work must be considered to be a valuable addi- 

ion to every gardener's library.— Garden. 

Superficial Measurement. 

THE TRADESMAN'S GUIDE TO SUPERFICIAL MEA- 
SUREMENT. Tables calculated from I to 200 mdfces. VaAss^e^ 
by 1 to 108 inches in breadth. For trie use oi Kx&atecXs, ^axswjw^ 
Engineers, Timber Merchants, Builders, &.c ^ ^k»*& T^ks* 
kings. Fcp. 3s. 6d. cloth. 
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MecJianics Workshop Companion. 

THE OPERATIVE MECHANIC'S WORKSHOP COM- 1 
PANION, and THE SCIENTIFIC GENTLEMAN'S PRAC- 
TICAL ASSISTANT ; comprising a great variety of the most 
useful Rules in Mechanical Science ; with numerous Tables of Prac- 
tical Data and Calculated Results. By W. Templeton, Author 
of "The Engineer's, Millwright's, and Machinist's Practical As- 
sistant." Eleventh Edition, with Mechanical Tables for Operative 
Smiths, Millwrights, Engineers, &c. ; together with several Useful 
and Practical Rules in Hydraulics and Hydrodynamics, a variety 
of Experimental Results, and an Extensive Table of Powers and 
Roots. II Plates. i2mo, $s. bound. 

"Asa text-book of reference, in which mechanical and commercial demands are 
judiciously met, Templeton's Companion stands unrivalled." — Mechanics' 'Magaxau. 

" Admirably adapted to the wants of a very large class. It has met with great 
success in the engineering workshop, as we can testify ; and there are a great many 
men who, in a great measure, owe their rise in life to this little work. " — Building News. 

Engineers Assistant. 

THE ENGINEER'S, MILLWRIGHT'S, and MACHINISTS 
PRACTICAL ASSISTANT ; comprising a Collection of Usefol 
Tables, Rules, and Data. Compiled and Arranged, with Original 
Matter, by W. Templeton. 5th Edition. i8mo, zs. 6d. cloth. 

" So much varied information compressed into so small a space, and published at a 
price which places it within the reach of the humblest mechanic, cannot fail to com- 
mand the sale which it deserves. With the utmost confidence we commend this book 
to the attention of our readers. — Mechanics* Magazine. 

" Every mechanic should become the possessor of the volume, and a more suitable 
present to an apprentice to any of the mechanical trades could not possibly be made," 
— Building- JNews. 

Designing, Measuring, and Valuing. 

THE STUDENT'S GUIDE to the PRACTICE of MEA- 
SURING, and VALUING ARTIFICERS' WORKS; containing 
Directions for taking Dimensions, Abstracting the same, and bringing 
the Quantities into Bill, with Tables of Constants, and copious 
Memoranda for the Valuation of Labour and Materials in the re- 
spective Trades of Bricklayer and Slater, Carpenter and Joiner, 
Painter and Glazier, Paperhanger, &c With 43 Plates and Wood- 
cuts. Originally edited by Edward Dobson, Architect. New 
Edition, re-written, with Additions on Mensuration and Construc- 
tion, and useful Tables for facilitating Calculations and Measure- 
ments. By E. Wyndham Tarn, M.A., 8vo, ior. 6d. doth. 

11 This useful book should be in every architect's and builder's office. It contains 
a vast amount of information absolutely necessary to be known." — The Irish Builder. 

" We have failed to discover anything connected with the building trade, from ex- 
cavating foundations to bell-hanging, that is not fully treated upon in this valuable 
work. " — The A rtizan. i 

" Mr. Tarn has well performed the task imposed upon him, and has made many 

further and valuable additions, embodying a large amount of information relating to \ 

the technicalities and modes of construction employed in the several branches of the I 

building trade." — Colliery Guardian, \ 

" Altogether the book is one vAAc\v vre\\ {vMvV* xivt ^tqtcusa of its title-page, and we J 
Can thoroughly recommend it to the c\ass far vAvost \»fc \x.\\as,\*tK&. csns&^tacL Mr. J 
rn's additions and revisions \vave much. vncteassA ^ >B«Sxaa«a& <& ^&»» ^^ ^ ft 
* especially augmented its vaiue to stud-etAs."— Eufcineerme. \ 
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MATHEMATICS, &c. 

♦ 

Gregory s Practical Mathematics. 

MATHEMATICS for PRACTICAL MEN ; being a Common- 
place Book of Pure and Mixed Mathematics. Designed chiefly 
for the Use of Civil Engineers, Architects, and Surveyors. Part I. 
Pure Mathematics— comprising Arithmetic, Algebra, Geometry, 
Mensuration, Trigonometry, Conic Sections, Properties of Curves. 
Part II. Mixed Mathematics — comprising Mechanics in general, 
Statics, Dynamics, Hydrostatics, Hydrodynamics, Pneumatics, 
Mechanical Agents, Strength of Materials. With an Appendix of 
copious Logarithmic and other Tables. By Olinthus Gregory, 
LL. D. , F.R. A. S. Enlarged by Henry Law, C. E. 4th Edition, 
carefully revised and corrected by J. R. Young, formerly Profes- 
sor of Mathematics, Belfast College; Author of "A Course of 
Mathematics," Ac. With 13 Plates. Medium 8vo, \l. is. cloth. 

41 As a standard work on mathematics it has not been excelled."— Artizan. 

" The engineer or architect will here find ready to his hand, rules for solving nearly 
every mathematical difficulty that may arise in his practice. As a moderate acquaint- 
ance with arithmetic, algebra, and elementary geometry is absolutely necessary to the 
proper understanding of the most useful portions of this book, the author very wisely 
has devoted the first three chapters to those subjects, so that the most ignorant may be 
enabled to master the whole of the book, without aid from any other. The rules are in 
all cases explained by means of examples, in which every step of the process is clearly 
worked out.** — Builder. 

" One of the most serviceable books to the practical mechanics of the country. . 
The edition of 1847 was fortunately entrusted to the able hands of Mr. Law, who 
revised it thoroughly, re-wrote many chapters, and added several sections to those 
which had been rendered imperfect by advanced knowledge. On examining the various 
and many improvements which he introduced into the work, they seem almost like a 
new structure on an old plan, or rather like the restoration of an old ruin, not only to 
its former substance, but to an extent which meets the larger requirements of modern 

times In the edition just brought out, the work has again been revised by 

Professor Young. He has modernised the notation throughout, introduced a few 
paragraphs here and there, and corrected the numerous typographical errors which 
nave escaped the eyes of the former Editor. The book is now as complete as it is 

possible to make it We have carried our notice of this book to a greater 

length than the space allowed us justified, but the experiments it contains are so 
interesting, and the method of describing them so clear, that we may be excused for 
overstepping our limit. It is an instructive book for the student, and a Text- 
book for him who having once mastered the subjects it treats of, needs occasionally to 
refresh his memory upon them." — Building News, 

The Metric System. 

A SERIES OF METRIC TABLES, in which the British 
Standard Measures and Weights are compared with those of the 
Metric System at present in use on the Continent By C. H. 
Dowling, C. E. Second Edition, revised and enlarged. 8vo, 
lor. 6d. strongly bound. 

" Mr. Dowling^ Tables, which are well put together, come just in time as a ready 
reckoner for the conversion of one system into the other." — Atnenaum. 

" Their accuracy has been certified by Professor Airy, the Astronomer-RoyaL''— 
Builder. 

" Resolution 8.— That advantage will be derived from fcve. ttaenfc Y*?***? 1 ^.,!*! 
Metric Tables, by C H. Dowling, C.K."— Report of Section F, Brit«\ A«ocwtum, 
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InwoocTs Tables, greatly enlarged and improved, 

TABLES FOR THE PURCHASING of ESTATES, Freehold, 
Copyhold, or Leasehold; Annuities, Advowsons, &c, and for the 
Renewing of Leases held under Cathedral Churches, Colleges, or 
other corporate bodies ; for Terms of Years certain, and for lives ; 
also for Valuing Reversionary Estates, Deferred Annuities, Next 
Presentations, &c, together with Smart's Five Tables of Compound 
Interest, and an Extension of the same to Lower and Intermediate 
Rates. By William In wood, Architect The 19th edition, with 
considerable additions, and new and valuable Tables of Logarithms 
for the more Difficult Computations of the Interest of Money, Dis- 
count, Annuities, &c, by M. F&dor Thoman, of the Societe 
Credit Mobilier of Paris. l2mo, &r. cloth. 

\* This edition (the IoXi) differs in many important particulars 
from former ones. The changes consist, first, in a more convenient 
and systematic arrangement of the original Tables, and in the removal 
of certain numerical errors which a very careful revision of the whole 
has enabled the present editor to discover; and secondly, in the 
extension of practical utility conferred on the work by the introduction 
of Tables now inserted for the first time. This new and important 
matter is all so much actually added to Inwood's Tables ; nothing 
has been abstracted from the original collection: so that those who have 
been long in the habit of consulting INWOOD for any special profits* 
sional purpose will, as heretofore, find the information sought still in 
its pages, 

" Those interested in the purchase and sale of estates, and in the adjustment 01 
compensation cases, as well as in transactions in annuities, life insurances, &c, wfll 
find the present edition of eminent service"-— EngiHtf ring. 

Geometry for the Architect, Engineer, &c. 

PRACTICAL GEOMETRY, for the Architect, Engineer, and 
Mechanic ; giving Rules for the Delineation and Application of 
various Geometrical Lines, Figures and Curves. By E. W. Tarn, 
M.A., Architect, Author of "The Science of Building," &c 
With 164 Illustrations. Demy 8vo. \2s, 6d, 

" No book with the same objects in view has ever been published in which the 
clearness of the rules laid down and the illustrative diagrams have been so satis- 
factory. " — Scotsman. 

^Compound Interest and Annuities. 

THEORY of COMPOUND INTEREST and ANNUITIES ; 
with Tables of Logarithms for the more Difficult Computations of 
Interest, Discount, Annuities, &c, in all their Applications and 
Uses for Mercantile and State Purposes. With an elaborate Intro- 
duction. By F&dor Thoman, of the Societe" Cr&it Mobilier, 
Paris. l2mo, cloth, $s. 

" A very powerful work, and \ive AmxKot \*a& a. very remarkable command of his 
■subject."— Professor A. de Morgan. 
" We recommend it to the notice of actuates axA a.cco>a»Xaxa&r — A«*u«um.. 
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SCIENCE AND ART. 

» 

The Military Sciences. 

AIDE-MEMOIRE to the MILITARY SCIENCES. Framed 
from Contributions of Officers and others connected with the dif- 
ferent Services. Originally edited by a Committee of the Corps of 
Royal Engineers. Second Edition, most carefully revised by an 
Officer of the Corps, with many additions ; containing nearly 350 
Engravings and many hundred Woodcuts. 3 vols, royal 8vo, extra 
cloth boards, and lettered, price 4/. ior. 

"A compendious encyclopaedia of military knowledge, to which we are greatly in- 
debted."— Edinburgh Review. 

" The most comprehensive work of reference to the military and collateral sciences. 
Among the list of contributors, some seventy-seven in number, will be found names of 
the highest distinction in the services."— Volunteer Service Gazette, 

Field Fortification. 

A TREATISE on FIELD FORTIFICATION, the ATTACK 
of FORTRESSES, MILITARY, MINING, and RECON- 
NOITRING. By Colonel I. S. Macaulay, late Professor of 
Fortification in the R. M. A., Woolwich. Sixth Edition, crown 
8vo, cloth, with separate Atlas of 12 Plates, price \2s. complete. 

Naval Science. 

NAVAL SCIENCE: a Quarterly Magazine for Promoting 
the Improvement of Naval Architecture, Marine Engineering,. 
Steam Navigation, Seamanship. Edited by E. J. Reed, C.B., 
M.P., and late Chief Constructor of the Navy, and Joseph 
Woolley, M.A., LL.D., F.R.A.S. Copiously illustrated. 
Price 2s. 6d. Now ready, Vols. II. & III., each containing 4 Nos. 
cloth boards, price 12s. od. each. 

%* The Contributors include the most Eminent Authorities in the 
several branches of the above subjects. 

Dye- Wares and Colours. 

THE MANUAL of COLOURS and DYE-WARES : their 
Properties, Applications, Valuation, Impurities, and Sophistications. 
For the Use of Dyers, Printers, Dry Salters, Brokers, &c. By J. 
W. Slater. Post 8vo, cloth, price Js. 6d. 

"A complete encyclopaedia of the materia tinctoria. The information given 
respecting each article is full and precise, and die methods of determining the value 
cf articles such as these, so liable to sophistication, are given with clearness, and are 
practical as well as valuable."— Chemist and Druggist. 

Electricity. 

A MANUAL of ELECTRICITY; including Galvanism, Mag- 
netism, Diamagnetism, Electro-Dynamics, Magno-Electricity, and 
the Electric Telegraph. By Henry M. Noad, Ph.D., F.C.S., 
Lecturer on Chemistry at St. George's Hospital. Fourth Edition, 
entirely rewritten. Illustrated by 500 Woodcuts. 8vo, 1/. 4s. cloth. 

" The commendations already bestowed in the pages of the Lancet on the forme* 
editions of this work are more than ever merited by toe preset^. TF&fc ^scwsvxo^ ^*- vft ' 
of electricity and galvanism are not only complete va. a. s&extaSvt s«osfcOorak»"'*** s ^' N5 * 1 *" 
rarer thing, are popular and interesting." — Lancet. 
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Text-Book of Electricity. 

THE STUDENTS TEXT-BOOK OF ELECTRICITY: in- 
eluding Magnetism, Voltaic Electricity, Electro- Magnetism, Dia- 
magnetism, Magneto-Electricity, Thermo-Electricity, and Electric 
Telegraphy. Being a Condensed Resume of the Theory and Ap- 
plication of Electrical Science, including its latest Practical Deve- 
lopments, particularly as relating to Aerial and Submarine Tele- 
graphy. By Henry M. Noad, Ph.D., Lecturer on Chemistry at 
St. George's Hospital. Post 8vo, 400 Illustrations, 12s. 6d. cloth. 

" We can recommend Dr. Noad's book for clear style, great range of subject, a good 
index, and a plethora of woodcuts." — Atheneeum. 

" A most elaborate compilation of the facts of electricity and magnetism, and of the 
theories which have been advanced concerning them." — Popular Science Review, 

*' Clear, compendious, compact, well illustrated, and well printed." — Lancet. 

'* We can strongly recommend the work, as an admirable text-book, to every student 
—beginner or advanced — of electricity." — Engineering. 

" Nothing of value has been passed over, and nothing given but what will lead to a 
correct, and even an exact, knowledge of the present state of electrical science."— 
Mechanic? Magazine. 

" We know of no book on electricity containing so much information on experi- 
mental facts as this does, for the size of it, and no book of any size that contains so 
complete a range of facts."— English Mechanic. 

Rudimentary Magnetism. 

RUDIMENTARY MAGNETISM : being a concise exposition 
of the general principles of Magnetical Science, and the purposes 
to which it has been applied. By Sir W. Snow Harris, F.R.S. 
New and enlarged Edition, with considerable additions by Dr. 
Noad, Ph.D. With 165 Woodcuts. l2mo, cloth, 4s. 6d. 

" There is a good index, and this volume of 41s pages may be considered the best 
possible manual on the subject of magnetism." — Mechanic? Magazine. 

"As concise and lucid an exposition of the phenomena of magnetism as we believe 
it is possible to write." — English Mechanic. 

" Not only will the scientific student find this volume an invaluable book of refer- 
ence, but the general reader will find in it as much to interest as to inform his mind. 
Though a strictly scientific work, its subject is handled in a simple and readable 
style. —Illustrated Review. 

Chemical Analysis. 

THE COMMERCIAL HANDBOOK of CHEMICAL ANA- 
LYSIS ; or Practical Instructions for the determination of the In- 
trinsic or Commercial Value of Substances used in Manufactures, 
in Trades, and in the Arts. By A. Normandy, Author of " Prac- 
tical Introduction to Rose's Chemistry," and Editor of Rose's 
" Treatise of Chemical Analysis." Neiv Edition. Enlarged, and 
to a great extent re-written, by Henry M. Noad, Ph. D., F.R.S. 
With numerous Illustrations. Crown 8 vo, 12s. 6d. cloth. 

\Just ready.) 

"We recommend this book to the careful perusal of every one ; it may be truly 
affirmed to be of universal interest, and we strongly recommend it to our readers as a 
guide, alike indispensable to the housewife as to the pharmaceutical practitioner."— 
Medical Times. 

" The very best work on the subject ^cie Y^Y^^t^ has y«t produced."— Jf#- 
chanics* Magazine. 
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Clocks, Watches, and Bells. 

RUDIMENTARY TREATISE on CLOCKS, WATCHES, 
and BELLS. By Sir Edmund Beckett, Bart, (late E. B. 
Denison), LL.D., Q.C., F.R.A.S., Author of " Astronomy with- 
out Mathematics," &c. Sixth edition, thoroughly revised and 
enlarged, with numerous Illustrations. Limp cloth (No. 67, 
Weale's Series), 4?. 6d.; cloth boards, 5^. 6d. 

" As a popular, and, at the same time, practical treatise on clocks and bells, it is 
unapproached. " — English Mechanic. 

" The best work on the subject probably extant . . . So far as we know it has 
no competitor worthy of the name. The treatise on bells is undoubtedly the best in 
the language. It shows that the author has contributed very much to their modern 
improvement, if indeed he has not revived this art, which was decaying here . . • 
To call it a rudimentary treatise is a misnomer, at least as respects clocks and bells. 
It is something more. It is the most important work of its kind in English."— 
Engineering. 

'"The omy modern treatise on clock-making." — Horological journal. 

"Without having any special interest in the subject, and even without possessing 
any general aptitude for mechanical studies, a reader must be very unintelligent who 
cannot find matter to engage his attention in this work. The little book now 
appears revised and enlarged, being one of the most praiseworthy volumes in 
Weale's admirable scientific and educational series." — Daily Telegraph. 

"We do not know whether to wonder most at the extraordinary cheapness of this 
admirable treatise on clocks, by the most able authority on such a subject, or the 
thorough completeness of his work even to the minutest details. The chapter on bells is 
singular and amusing, and will be a real treat even to the uninitiated general reader. 
The illustrations, notes, and indices, make the work completely perfect of its kind."— 
Standard. 

"There is probably no book in the English language on a technical subject so 
easy to read, and to read through, as the treatise on clocks, watches, and: bells, 
written by the eminent Parliamentary Counsel, Mr. E. B. Denison — now Sir Edmund 
Beckett, Bart."— Architect. 

Science and Scripture. 

SCIENCE ELUCIDATIVE OF SCRIPTURE, AND NOT 
ANTAGONISTIC TO IT ; being a Series of Essays on— 1. 
Alleged Discrepancies ; 2. The Theory of the Geologists and 
Figure of the Earth ; 3. The Mosaic Cosmogony ; 4. Miracles in 
general — Views of Hume and Powell ; 5. The Miracle of Joshua — 
Views of Dr. Colenso : The Supernaturally Impossible ; 6. The 
Age of the Fixed Stars — their Distances and Masses. By Professor 
J. R. Young, Author of " A Course of Elementary Mathematics," 
&c. &c. Fcap. 8vo, price $s. cloth lettered. 

" Professor Young's examination of the early verses of Genesis, in connection with 
modern scientific hypotheses, is excellent." — English Churchman, 

" Distinguished by the true spirit of scientific inquiry, by great knowledge, by keen 
logical ability, and by a style peculiarly clear, easy, and energetic." — Nonconformist. 

*' No one can rise from its perusal without being impressed with a sense of the sin- 
gular weakness of modern scepticism."— Baptist Magazine. 

" A valuable contribution to controversial theological literature." — City Press. 

Practical Philosophy. 

A SYNOPSIS of PRACTICAL PHILOSOPHY. By the Rev. 
John Carr, M.A., late Fellow of Trin. CoH, Cambridge &*£*»&>. 
Edition. i8mo, $s. cloth. 
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Dr. Lardners Museum of Science and Art. 

THE MUSEUM OF SCIENCE AND ART. Edited by 
Dionysius Lardner, D.C.L., formerly Professor of Natural Phi- 
losophy and Astronomy in University College, London. Contents ; 
The Planets ; are they inhabited Worlds ? — Weather Prognostics- 
Popular Fallacies in Questions of Physical Science — Latitudes and 
Longitudes — Lunar Influences* — Meteoric Stones and Shooting 
Stars — Railway Accidents — Light — Common Things : — Air- 
Locomotion in the United States — Cometary Influences — Common 
Things: Water— The Potter's Art— Common Things: Fire- 
Locomotion and Transport, their Influence and Progress — The 
Moon — Common Things : The Earth — The Electric Telegraph- 
Terrestrial Heat — The Sun — Earthquakes and Volcanoes — Baro- 
meter, Safety Lamp, and Whitworth's Micrometric Apparatus- 
Steam— The Steam Engine— The Eye— The Atmosphere— Time 
— Common Things : Pumps — Common Things : Spectacles, the 
Kaleidoscope — Clocks and Watches — Microscopic Drawing and 
Engraving — Locomotive — Thermometer — New Planets : Lever- 
rier and Adams's Planet — Magnitude and Minuteness — Common 
Things : The Almanack— Optical Images — How to observe the 
Heavens — Common Things : the Looking-glass — Stellar Universe 
— The Tides — Colour — Common Things : Man — Magnifying 
Glasses — Instinct and Intelligence — The Solar Microscope — The 
Camera Lucida — The Magic Lantern — The Camera Obscura— 
The Microscope — The White Ants : their Manners and Habits— 
The Surface of the Earth, or First Notions of Geography — Science 
and Poetry — The Bee — Steam Navigation — Electro-Motive 
Power— Thunder, Lightning, and the Aurora Borealis — The 
Printing Press — The Crust of the Earth — Comets — The Stereo- 
scope — The Pre- Adamite Earth — Eclipses — Sound. With up- 
wards of 1200 Engravings on Wood. In 6 Double Volumes, 
handsomely bound in cloth, gilt, price £i is. 

" The ( Museum of Science and Art ' is the most valuable contribution that has 
-ever been made to the Scientific Instruction of every class of society.'* — Sir David 
Brewster in the North British Review. 

"Whether we consider the liberality and beauty of the illustrations, the charm of 
the writing, or the durable interest of the matter, we must express our belief that 
there is hardly to be found among the new books, one that would be welcomed by 
people of so many ages and classes as a valuable present."— Examiner. 

*•* Separate books formed from the above, suitable for Workmen's 

Libraries, Science Classes, &*c. 

Common Things Explained. With 233 Illustrations, 5*. doth. 
The Electric Telegraph Popularized. 100 Illustrations, U;&£ cloth. 
The Microscope. With 147 Illustrations, 2s. cloth. 
Popular Geology. With 201 Illustrations, 2s, 6d. cloth. 
Popular Physics. With 85 Illustrations. 2s. 6d. cloth. 
Popular Astronomy. With 182 Illustrations, 4*. 6V. cloth. 
Steam and its Uses. With 89 Illustrations, 2s. cloth. 
The Bee and White Ai*ts. ^V^\^T^^\xa»oscso^^^ft( m 
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DR. LARDNER'S S CIENT IFIC HANDBOOKS. 
istronomy. 

THE HANDBOOK OF ASTRONOMY. By Dionysius 
Lardner, D.C.L., formerly Professor of Natural Philosophy and 
Astronomy in University College, London. Third Edition. Re* 
vised and Edited by Edwin Dunken, F.R.A.S., Superintendent 
of the Altazimuth Department, Royal Observatory, Greenwich. 
With 37 plates and upwards of 100 Woodcuts. In I vol., small 
8vo, cloth, 550 pages, price 7-f. 6d. # 

" We can cordially recommend it to all those who desire to possess a complete 
anual of the science and practice of astronomy." — Astronomical Reporter. 

ics. 

THE HANDBOOK OF OPTICS. New Edition. Edited by 
T. Olver Harding, B.A. Lond., of University College, London. 
With 298 Illustrations. Small 8vo, cloth, 448 pages, price $s. 

electricity. 

THE HANDBOOK of ELECTRICITY, MAGNETISM, and 

ACOUSTICS. New Edition. Edited by Geo. Carey Foster, 

B.A., F.C.S. With 400 Illustrations. Small 8vo, cloth, price 5s. 

" The book could not have been entrusted to any one better calculated to preserve 

te terse and lucid style of Lardner. while correcting his errors and bringing up his 

ork to the present state of scientific knowledge."— Popular Science Review. 

Mechanics. 

THE HANDBOOK OF MECHANICS. {Reprinting. 

hydrostatics. 

THE HANDBOOK of HYDROSTATICS and PNEUMATICS. 
New Edition, Revised and Enlarged by Benjamin Loewy, 
F.R.A.S. With numerous Illustrations. $s. \Just published. 

leat. 

THE HANDBOOK OF HEAT. New Edition, Re-written and 
Enlarged. By Benjamin Loewy, F.R. A. S. [Preparing. 

Animal Physics. 

THE HANDBOOK OF ANIMAL PHYSICS. With 52a 
Illustrations. New edition, small 8vo, cloth, Js. 6d. *jyi pages. 

\just published. 

Electric Telegraph. 

THE ELECTRIC TELEGRAPH. New Edition. Revised 
and Re-written by E. B. Bright, F.R.A.S. 140 Illustrations. 
Small 8vo, 2s. 6d. cloth. 

" One of the most readable books extant on the Electric Telegraph."— -£ ng. Mechanic. 

t _ 

TATURAL PHILOSOPHY FOR SCHOOLS. By Dr. Lardner. 

328 Illustrations. Fifth Edition. I voL y. 6d. cloth. 
"A very convenient class-book for junior students in 'private schools. It is in- 
»nded to convey, in clear and precise terms, general notions of all the principal 
i visions of Physical Science." — British Quarterly Review. 

ANIMAL PHYSIOLOGY FOR SCHOOLS. Bj D*. \-kwsk»- 

With 190 Illustrations. Second Edition, l to\. 3s. <**. <^sfceu . ^ 
'•Dearly written, wtU arranged, and excellently VWustraXtA."— Gardener* Civrotwc**' 
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Geology and Genesis Harmonised. 

THE TWIN RECORDS of CREATION; or, Geology a 
Genesis, their Perfect Harmony and Wonderful Concord. By 
George W. Victor Le Vaux. With numerous Illustrations. 
Fcap. 8vo, price $s. cloth. 

" We can recommend Mr. Le Vaux as an able and interesting guide to a popular 
appreciation of geological science." — Spectator. 

"The author combines an unbounded admiration of science with an unbounded 
admiration of the Written Record. The two impulses are balanced to a nicety ; and 
the consequence is, tb^at difficulties, which to minds less evenly poised, would be 
serious, find immediate solutions of the happiest kinds." — London Review. 

" Vigorously written, reverent in spirit, stored with instructive geological facts, and 
designed to show that there is no discrepancy or inconsistency between the Word and 
the works of the Creator. The future of Nature, in connexion with the glorious destiny 
of man, is vividly conceived." — Watchman. 

" No real difficulty is shirked, and no sophistry is' left unexposed. 1 ' — The Rock. 

Geology, Physical. 

PHYSICAL GEOLOGY. (Partly based on Major-General 
Portlock's Rudiments of Geology.) By Ralph Tate, A.LS., 
F.G.S. Numerous Woodcuts. i2mo, 2s. [Ready. 



Geology, Historical. 



HISTORICAL GEOLOGY. (Partly based on Major-General 
Portlock's Rudiments of Geology.) By Ralph Tate, A.L.S., 
F.G.S. Numerous Woodcuts. i2mo, 2s. 6d. \Rcady> 

** Or Physical and Historical Geology, bound in Out 
Volume, price $s. 



Wood- Carving. 



INSTRUCTIONS in WOOD-CARVING, for Amateurs; with 
Hints on Design. By A Lady. In emblematic wrapper, hand- 
somely printed, with Ten large Plates, price 2s. 6d. 

" The handicraft of the wood-carver, so well as a book can impart it, may be learnt 
from ' A Lady's ' publication."— A thenaum. 

" A real practical guide. It is very complete."— Literary Churchman. 

" The directions given are plain and easily understood, and it forms a very good 
introduction to the practical part of the carver's art." — English Mechanic. 

Popular Work on Painting. 

PAINTING POPULARLY EXPLAINED; with Historical 
Sketches of the Progress of the Art. By Thomas John Gullick, 
Painter, and John Timbs, F.S.A. Second Edition, revised and 
enlarged. With Frontispiece and Vignette. In small 8vo, dr. cloth. 

** This Work has been adopted as a Prize-book in the Schools of 
Art at South Kensington. 

" A work that may be advantageously consulted. Much may be learned, even fy 
those who fancy they do not require to be taught, from the careful perusal of A* 
unpretending but comprehensive treatise." — Art Journal. , 

' A valuable book, which supplies a want. It contains a large amount of origin* : 
matter, agreeably conveyed, and will be found of value, as well by the young «** 
seeking information as by the general reader. We give a cordial welcome to the boflkt 
and augur for it an increasing reputation." — Builder. , J 

"This volume is one that we caw heartily recommend to all who are desirous*: 
un 'erstanding what they admire \n a. ^ood ^avnxjav^r — Daily Netuc* .{ 
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~)elam,ottJs Works on Illumination & Alphabets. 

A PRIMER OF THE ART OF ILLUMINATION ; for the 
use of Beginners : with a Rudimentary Treatise on the Art, Prac- 
tical Directions for its Exercise, and numerous Examples taken 
from Illuminated MSS., printed in Gold and Colours. By F. Dela- 
motte. Small 4to, price gs. Elegantly bound, cloth antique. 

" A handy book, beautifully illustrated m r the text of which is well written, and cal- 
dated to be useful. . . . The examples of ancient MSS. recommended to the student, 
hich, with much good sense, the author chooses from collections accessible to all, are 
lected with judgment and knowledge, as well as taste." — Athenetum. 

>RNAMENTAL ALPHABETS, ANCIENT and MEDIAEVAL ; 
from the Eighth Century, with Numerals ; including Gothic, 
Church-Text, large and small, German, Italian, Arabesque, Initials 
for Illumination, Monograms, Crosses, &c. &c, for the use of 
Architectural and Engineering Draughtsmen, Missal Painters, 
Masons, Decorative Painters, Lithographers, Engravers, Carvers, 
&c. &c. &c. Collected and engraved by F. Delamotte, and 
printed in Colours. Royal 8vo, oblong, price 4s. cloth. 

"A well-known engraver and draughtsman has enrolled in this useful book the 
suit of many years' study and research. For those who insert enamelled sentences 
mnd gilded chalices, who blazon shop legends over shop-doors, who letter church 
alls with pithy sentences from the Decalogue, this book will be useful." — Athetueum. 

SAMPLES OF MODERN ALPHABETS, PLAIN and ORNA- 
MENTAL; including German, Old English, Saxon, Italic, Per- 
spective, Greek, Hebrew, Court Hand, Engrossing, Tuscan, 
Riband, Gothic, Rustic, and Arabesque ; with several Original 
Designs, and an Analysis of the Roman and Old English Alpha- 
bets, large and small, and Numerals, for the use of Draughtsmen, 
Surveyors, Masons, Decorative Painters, Lithographers, Engravers, 
Carvers, &c Collected and engraved by F. Delamotte, and 
printed in Colours. Royal 8vo, oblong, price 4s. cloth. 

" To artists of all classes, but more especially to architects and engravers, this very 
andsome book will be invaluable. There is comprised in it every possible shape into 
'hich the letters of the alphabet and numerals can be formed, and the talent which 
as been expended in the conception ef the various plain and ornamental letters is 
'onderfuL w — Standard. 

1EDLEVAL ALPHABETS AND INITIALS FOR ILLUMI- 
NATORS. By F. Delamotte, Illuminator, Designer, and 
Engraver on Wood. Containing 21 Plates, and Illuminated Title, 
printed in Gold and Colours. With an Introduction by J. Willis 
Brooks. Small 4to, 6s. cloth gilt. 

"A volume in which the letters of the alphabet come forth glorified in gilding and 
ill the colours of the prism interwoven and intertwined and intermingled, sometimes 
irith. a sort of rainbow arabesque. A poem emblazoned in these characters would be 
>nly comparable to one of those delicious love letters symbolized in a bunch of flowers 
irell selected and cleverly arranged."— Sun. 

THE EMBROIDERER'S BOOK OF DESIGN ; containing Initials, 
Emblems, Cyphers, Monograms, Ornamental Borders, Ecclesias- 
tical Devices, Mediaeval and Modern Alphabets, and National 
Emblems. Collected and engraved ty ¥. \ys.\^c&srevs-» «»&> 
printed in Colours. Oblong royal %vo, as. fcLSn omsxc^\^\^^^ 
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AGRICULTURE, &c. 

Youatt and Burn's Complete Grazier. 

THE COMPLETE GRAZIER, and FARMER'S and CATTLE- 
BREEDER'S ASSISTANT. A Compendium of Husbandry. 
By William Youatt, Esq., V.S. nth Edition, enlarged by 
Robert Scott Burn, Author of "The Lessons of My Farm," &c 
One large 8vo volume, 784 pp. with 215 Illustrations. 1/. is. half-bd. 

" The standard and text-book, with the farmer and grazier." — Farmer's Magazine. 

"A valuable repertory of intelligence for all who make agriculture a pursuit, and 
especially for those who aim at keeping pace with the improvements of the age."— 
Bell's Weekly Messenger. 

"A treatise which will remain a standard work on the subject as long as British 
agriculture endures." — Mark Lane Express. 

" One of the best books of reference that can be contained in the agriculturist's 
library. The word 4 complete ' expresses its character ; since every detail of the 
subject finds a place, treated upon, and explained, in a clear, comprehensive, and 
practical manner."— •Magnet. 

Spooner on Sheep. 

SHEEP; THE HISTORY, STRUCTURE, ECONOMY, 
AND DISEASES OF. By W. C. Spooner, M.R.V.C., &c 
Third Edition, considerably enlarged ; with mrmerons fine engra- 
vings, including some specimens of New and Improved Breeds. 
Fcp. 8vo. 366 pp., price 6s. cloth. (Just published. ) 
" The book is decidedly the best of the kind in our language." — Scots t nan. 
" A reliable text-book. — Stamford Mercury. 

" Mr. Spooner has conferred upon the agricultural class a lasting benefit by em- 
bodying in this work the improvements made in sheep stock by such men as 
Humphreys, Rawlence, Howard, and others."— Hampshire Advertiser. 

"The work should be in possession of every flock-master." — Banbury Guardian. 
"We can confidently recommend the work as useful and reliable, and of much 
practical utility to the class for whom it is~ intended.'' — Salisbury and Winchester 
Journal. 

" Mr. Spooner has conferred a boon on agriculturists generally, and the farmer's 
library will be incomplete which does not include so admirable a guide to a very 
important branch of the business."— Dorset County Chronicle. 

Scott Burn's System af Modem Farming. 

OUTLINE OF MODERN FARMING. By R. Scott Burn. 

Soils, Manures, and Crops — Farming and Farming Economy, 

Historical and Practical — Cattle, Sheep, and Horses — Management 

of the Dairy, Pigs, and Poultry, with Notes on the Diseases of 

Stock — Utilisation of Town-Sewage, Irrigation, and Reclamation 

of Waste Land. New Edition. In 1 vol. 1250 pp., half-bound, 

profusely Illustrated, price 12s. 

"There is sufficient stated within the limits of this treatise to prevent a farmer 

from going far wrong in any of his operations. . .. . The author has had great 

personal experience, and his opinions are entitled to every respect" — Observer. 

Norton's Underwood and Woodland Tables. 

TABLES FOR PLANTING AND VALUING UNDER- 
WOOD AND WOODLAND ; also Lineal, Superficial, Cubical, 
Wages, Marketing, and Decimal Tables. Together with Tables 
for Converting Land-measure from one denomination to another, 
and instructions for Measattag "Rorosvo. Tvrctaex, ^j "taa&wuj 
HORTON. i2mo. 2s. stTorvgVy \>ouxA laAeaftvet. 
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E wart's Land Improvers 9 Pocket-Book. 

THE LAND IMPROVERS' POCKET-BOOK OF FOR- 
MULAE, TABLES, and MEMORANDA, reqnired in any Com- 
putation relating to the Permanent Improvement of Landed Pro- 
perty. By John Ewart, Land Surveyor and Agricultural Engineer. 
Royal 32mo, oblong, leather, gilt edges, with elastic band, 4s. 

" A compendium long required by land surveyors, agricultural engineers, &c."— 
Sussex Daily News. 

" It Is admirably calculated to serve the purpose for which it was intended." — 
Scotsman, 

" A compendious and handy little volume . . . admirably arranged, andean 
hardly fail to prove exceedingly useful to the class of professional men for whom it 
is intended."— Spectator. 

" Contains in a condensed form the essence of many a treatise, and will be found 
of much service to the land agent and measurer." — Newcastle Daily Journal. 

** Is a marvel of industrious compilation, containing everything requisite for com- 
putations relating to the permanent improvement of landed property ; it is a perfect 
vade-mecum for a surveyor." — John Bull. * 

Hudson s Tables for Land Valuers. 

THE LAND VALUER'S BEST ASSISTANT: being Tables, 
on a very much improved Plan, for Calculating the Value of 
Estates. To which are added, Tables for reducing Scotch, Irish, 
and Provincial Customary Acres to Statute Measure ; also, Tables 
of Square Measure, and of the various Dimensions of an Acre in 
Perches and Yards, by which the Contents of any Plot of Ground 
may be ascertained without the expense of a regular Survey ; &c. 
By R. Hudson, C.E. New Edition, royal 32mo. oblong, feather, 
gilt edges, with elastic band, 4s. 

" This new edition includes tables for ascertaining the value of leases for any term 
of years ; and for showing how to lay out plots of ground of certain acres in forms, 
square, round, &c, with valuable rules for ascertaining the probable worth of standing 
timber to any amount ; and is of incalculable value to the country gentleman and pro- 
fessional man." — Farmer's Journal. 

Complete Agricultural Surveyors 1 Pocket-Book. 

THE LAND VALUER'S AND LAND IMPROVER'S COM- 
PLETE POCKET-BOOK ; consisting of the above two works 

bound together, leather, gilt edges, with strap, *]s. 6d. 
1^° The above forms an unequalled and most compendious Pocket 

V&de-?necnm for the Land Agent and Agricultural Engineer. 

*' We consider Hudson's book to be the best ready- reckoner on matters relating to 
the valuation of land and crops we have ever seen, and its combination with Mr. 
Ewart 's work greatly enhances the value and usefulness of the latter-mentioned . . 
It is most useful as a manual for reference to those for whom it is intended."— 
North of England Farmer. 

Scott Burn's Introduction to Farming. 

THE LESSONS of MY FARM : a Book for Amateur Agricul- 
turists, being an Introduction to Farm Practice, in the Culture of 
Crops, the Feeding of Cattle, Management of the Dairy, Poultry, 
and Pigs, and in the Keeping of Farm- work Records. By Robert 
Scott Burn. With numerous Illustrations. Yt^. fcs/cSrfftx. 
"A most complete introduction to the whole round ol foxtsx^ ^ra**os*r-— "J*** 
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"A Complete Epitome of the Laws of fhfy 
Country. " f 

EVERY MAN'S OWN LAWYER ; a Handy-Book of the Prin- 
ciples of Law and Equity. By A Barrister. 12th Edition, 
carefully revised, including a Summary of The Building Societies 
Act, The Infants' Relief Act, The Married Women's Property Act, 
The Real Property Limitation Act, The Betting Act, The Hosiery 
Manufacture Act, a Summary of the Supreme Court of Judicature 
Act, &c, &c. With Notes and References to the Authorities. I 
i2mo, price 6s. Set. (saved at every consultation), strongly bound. 1 

COMPRISING THE LAWS OF 

Bankruptcy— Bills of Exchange— Contracts and Agreements — Copyright 
— Dowbr and Divorce — Elections and Registration — Insurance— Libel 
and Slander — Mortgages— Settlements— Stock Exchange Practice- 
Trade Marks and Patents — Trespass, Nuisances, etc — Transfer of 
Land, etc. — Warranty — Wills and Agreements, etc Also Law for # 

Landlord and Tenant — Master and Servant— Workmen and Apprentices— Heirs, 
Devisees, and Legatees — Husband and Wife— Executors and Trustees — Guardian 
and Ward — Married Women and Infants — Partners and Agents—Lender and 
Borrower — Debtor and Creditor— Purchaser and Vendor — Companies and Asso- 
ciations—Friendly Societies — Clergymen, Churchwardens — Medical Practitioners, 
&c. — Bankers — Farmers — Contractors — Stock and Share Brokers — Sportsmen 
and Gamekeepers — Farriers and Horse-Dealers — Auctioneers, ^House-Agents— 
Innkeepers, &c. — Pawnbrokers — Surveyors — Railways and Carriers, &.C. «c 

" No Englishman ought to be without this book." — Engineer. 

" It is a complete code of English Law, written in plain language which all can 
understand . . . should be in the hands of every business man, and all who wish to 
abolish lawyers' M&s."— Weekly Times. 

" A useful and concise epitome of the law." — Law Magazine. 

" What it professes to be— a complete epitome of the laws of this country, thoroughly 
intelligible to non-professional readers." — BelPs Life. 

Auctioneer's Assistant. 

THE APPRAISER, AUCTIONEER, BROKER, HOUSE 
AND ESTATE AGENT, AND VALUER'S POCKET AS- 
SISTANT, for the Valuation for Purchase, Sale, or Renewal of 
Leases, Annuities, and Reversions, and of property generally; 
with Prices for Inventories, &c By John Wheeler, Valuer, &c 
Third Edition, enlarged, by C. Norris. Royal 32mo, cloth, $s. 

"A neat and concise book of reference, containing an admirable and clearly- 
arranged list of prices for inventories, and a very practical guide to determine the 
value of furniture, &c" — Standard. 

Pawnbrokers Legal Guide. 

THE PAWNBROKERS', FACTORS', and MERCHANTS' 
GUIDE to the LAW of LOANS and PLEDGES. With the 
Statutes and a Digest of Cases on Rights and Liabilities, Civil and 
Criminal, as to Loans and Pledges of Goods, Debentures, Mercan- 
tile, and other Securities. By H. C. Folkard, Esq., of Lincoln's 
Inn, Barrister-at-Law, Author of the " Law of Slander and Libel," 
&c. i2mo, cloth boards, price *Js. 

The Laws of Mines and Mining Companies. 

A PRACTICAL TREATISE on the LAW RELATING to 
MINES and MINING COMPANIES. By WHITTON Arun- 
DELL, Attorney -at-Law. Ctovm%vo. ^s. t\o\iu 

Bradbury , Agne w , & Co. . TtwiUjt*. \ftA\«fo\«c% .lAn&m. 
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WEALE'S 

RUDIMENTARY SCIENTIFIC, EDUCATIONAL, 

AND CLASSICAL SE RIES. 

These popular and cheap Series of Emit, now comprising nearly Three Hvnired 
distinct worts m almost every department of Science, Art, and Education, are re- 
commended to the notice of Engineers, Architects, Builders, Artisan!, and Students 
generally, as veil as to those interested in Workmen's Libraries, Free Libraries 



JV.E.—Fn ordering from this List it is recommended, as a means of faciliia 
business and obviating error, to quote the numbers affixed to the volumes, as we. 
the titles and prices. , 

V The booki are bound in limp cloth, unless otherwise statod. 



RUDIMENTARY SCIENTIFIC SERIES. 



ARCHITECTURE, BUILDING, ETC. 

■6. ARCHITECTURE— ORDERS— The Orders and their Esthetic 
Principle!. By W. H. Lbbds. Illustrated, is. 6d. 

17. ARCHITECTURE—STYLES— Tilt History and Description of 

the Styles of Architecture nf Various Countries, from the Earliest to the 
Present Period. By T. Talbot Bury, F.R.I. &.A., &c. Illustrated, is. 
* ,• OnnsRS ami. Stylbs op Architbcturs, m One Vol., m ,is.bd. 

18. ARCHITECTURE— DESIGN- The Principles of Design in 

Architecture, as deducible from Nature and exemplified in the Works of the 

Greek and Gothic Architects. By E. L. Garbbtt, Architect. Illustrated, is. 

V Tie tkree freceding Works, in One handsome Vol., half bound, entitled 



M.R.I. tf.A., &c. illustrated, rs, ^. 

2\. BRICKS AND TILES, Rudimentary Treatise on the Manufac- 
ture of; containing an Outline of the Principles of Brickmaking. By Enw. 
DoBS0N,M.R.I.B.A.-Wii]-AddLt!o]-.sbyC.T0ML]Kso*,F.R.5. Illustrated, is. 

25. MASONRY AND STONECUTTING, Rudimentary Treatise 

the' Contraction of"c'urYcd° Wi^B-W^lrs'^Wes/'oblique midges! and 
Roman and Gothic Vaulting, are mnrisnly ciplaLnnd. By Edward Ddbsom, 

4.4. FOUNDATIONS AND CONCRETE wErkS, "'Rudimentary 

Wo?ki', B with' the u»uS3*Modei , 'ot ? Treatment anrl Practical Remarks 'on 
Footings, Planking, Sand, Concrete. BeLon, Pile-driving, CsisMns, and 
Cofferdams. By E. Donsow, M.R.I. B.A., dc. Third EdJUm, ■o»r\w*^^1 
GrorGI DODD, C.E. Illustrated. 15. 6d. 

LOCKWOOD AND CO., 7, STATlOHttRS' ILKU. WMKS , ^R™ 
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Architecture, Building, etc., continued. 
4*. COTTAGE BUILDING. By C. Bruce AlLEU, Architect 

Eleventh Edition, revised and enlarged. Numerous Illustration*, is. id. 
45. LIMES, CEMENTS, MORTARS, CONCRETES, MASTICS, 

PLASTERING, 8cc, Rudimentary Treatise on. By G. R. Burn ILL, CJI. 
Ninth Edition, with Appendices, xs. 6d. 

57. WARMING AND VENTILATION, a Rudimentary Trtatitt 
on ; being a concise Exposition of the General Principles of the Art of Warm- 
ing and Ventilating Domestic and Public Buildings, Mines, Lighthouse*, 
Ships, Ice. By Charles Tchumson, F.B.S., Ice. Illustrated. 3%. 

83»». CONSTRUCTION OF DOOR LOCKS. Compiled from the 




in. ARCHES, PIERS, BUTTRESSES, &*.: Experimental Essays 

on the Principles of Construction in j made with a view to their being useful 
to the Practical Builder. By William Bland. Illustrated, it. 6d. 

H6. THE ACOUSTICS OF PUBLIC BUILDINGS: or, The 

Principles of the Science of Sound applied to the purposes of the Architect and 
Builder. By T. Roger Smith, M.K.I.B.A., Architect. Illustrated, is. 6d. 

124. CONSTRUCTION OF ROOFS, Treatise on the, as regards 
Carpentry and Joinery. Deduced from the "Works of R#HUON, Price, and 
Tredgold. Illustrated, is. 6d. 

127. ARCHITECTURAL MODELLING IN PAPER, the Art of. 

By T. A. Richardson, Architect. With Illustrations, designed by the 

Author, and engraved by O. Jewitt. is. 6d. 

128. VITRUVIUS—7HE ARCHITECTURE OF MARCUS 

VITRUVIUS POLLO. In Ten Books. Translated from t*» i*tln by 
Joseph Gwilt, F.S.A., F.R.A.S. With 23 Plates. 5$. 

130. GRECIAN ARCHITECTURE, An Inquiry into the Principles 
of Beauty in ; with an Historical View ef the Rise and Progress of the Art in 
Greece. By the Earl of Aberdeen, is.- 

\ m The two Preceding Works in One handsome Vol., half bound, entitled "AncBWT 

Architecture." Priced*. 

132. DWELLING-HOUSES, a Rudimentary Treatise on the Erection 
of. By S. H. Brooks, Architect. New Edition, with plates, n. 6d. 

156. QUANTITIES AND MEASUREMENTS, How to Calculate and 
Take them in Bricklayers', Masons', Plasterers', Plumbers', Painters', Paper- 
hangers', Gilders', Smiths', .Carpenters', and Joiners' Work. By A. C. 
Beaton, Architect and Surveyor. New and Enlarged Edition. Illus. is. 6d. 

175. LOCKWOOD & CO:S BUILDER'S AND CONTRACTOR'S 

PRICE BOOK, with which is incorporated Atchley's and portions of the 
late G. R. Burnell's "Builder's Price B00R9," for 1874, published 
annually, containing the latest Prices of all kinds of Builders' Materials and 
Labour, and of all Trades connected with Building : with Memoranda and 
Tables required in making Estimates and taking out Quantities, Sec. The 
whole Revised and Edited by Francis T. W. Miller, Architect and 
Surveyor. 3s. 6d. 

182. CARPENTRY AND JOINERY— The ELEMENTARY Prin- 
ciplfs op Carpentry. Chiefly composed from the Standard Work of 
Thomas Tredgold, C.E. With Additions from the Works of the most 
Recent Authorities, and a TREATISE ON JOINERY by.E. Wykdham 
Tarn, M.A. Numerous Illustrations. 3s. 6d. 
182*. CARPENTRY AND JOINERY. ATLAS of 35 Plates to 

accompany the foregoing book. With Descriptive Letterpress. 4te>. 6c. 

187. HINTS TO YOUNG ARCHITECTS. By George Wight- 
wick. New Edition, enlarged. By. G. Huskissom Gbillaumb, Architect. 
With numerous Woodcuts, is. 6d. 

189. THE RUDIMENTS OF PRACTICAL BRICKLAYING. 

In Six Sections. By Adam Haumoxd. Illustrated with 68 Woodcuts, is. 6d. 



LONDON : L.OOONOOI> KSTD CO.* 



WEMift'S RUDIMENTARY tWU&f. 



CIVIL ENGINEERING, KT<3, 

' 13. CIVIL ENGINEERING, the Rudiments of j for the Use of 
Bsginners, for Practical Engineer*, and for the Armr and Navy. fly Hbnry 
Law, C.E. Including a Section on Hydraulic Engineering , by GaoRGS K. 
Uprhsix, C.E. «th Edition, with Notes and IUustratieas by Robert 
Maury, A.M., F.R.S. Illustrated with Plates and Diagrams. §s. 

29. THE DRAINAGE OF DISTRICTS AND LANDS. By G. 

Drysdalb Dempsby, C.E. New Edition, revised and enlarged. Illustrated, 
is. (3d. 

30. THE DRAINAGE OF TOWNS AND BUILDINGS. By 

O. Drysdals DiMfMY. C.B. New Edition. Illustrated, ss. id. 
V With " Drainage of Districts and Lands," in One Vol., 3*. 6d. 

31. WELL-DIGGING, BORING, AND FUMF-WORjf. By 

John Gborob Swikdill, Ahoc. R.I.B.A. New Edition, vev4«ed by G. R. 
Burnbll, C.E. Illustrated, xs. 

35. THE BLASTING AND QUARRYING OF STONE, Rudi- 
mentary Treatise on ; for Building and other Purposes, with tjbe Con- 
stituent* and Analyses of Granite, Slate, Limestone, and Sandstone : to 
which is added some Remarks on the Blowing up of Bridget. By Gen. Sir 
John Burgoynb, Bart., K.C.B. Illustrated, is. 6d. 

4* TUBULAR AND OTHER IRON GIRDER BRIDGES. 

Particularly describing the Britannia and Conway TutULA* Bridges. 




Illustrations, is. 6d. 

46. CONSTRUCTING AND REPAIRING COMMON ROADS, 
[Papers on the Art of. Containing a Survey of the Metropolitan Roads, by 

S. Hughvs, C.B. ; The Art of Constructing Common Roads, by Hbnry 
. Law. C.E. ; Remarks on the Maintenance of Macadamised Roads, by 

Field-Marshal Sir John F. Burgoyms, Bart., G.C.B., Royal Engineers, 

Ac., Ac. Illustrated, is. 6d. 

62. RAILWAY CONSTRUCTION Elementary and Practical In- 

S ruction on the Science of. By Sir MacdgnaU) Stephenson, C.E., 
anaging Director of the East India Railway Company. New Edition, 
revised and enlarged by Edward Nugent, C.E. Plates aad numerous 

Woodcuts. 3s. 

6a*. RAILWAYS; their Capital and Dividends. With Statistic* of 
their Working in Great Britain, fee, fee. By E. D. ChattawAY. is. 

%• 62 and 6a*, in One Vol.) 3*. 6d. 

8o*. EMBANKING LANDS FROM THE SEA, the Practice of. 
Treated as a Means of Profitable Employment for Capital- With Examples 
and Particulars of actual Embankments, and also Practical Remarks oa the 
Repair of old Sea Walls. BvJohn Wigoins, F.G.S. New Edition, with 
Jyfotes by Robkrt Mallit, F.R.S. as. 

tl. WATER WORKS, for the Supply of Cities and Towns. With 
a Description of the Principal Geological Formations of England as in- 
fluencing Supplies of Water ; and Details of Engines aad Pumping Machinery 
for raising Water. By Samurl Huohss, F.G.S., C.$. Hew Edition, 
revised and enlarged, with numerous Illustrations. 4s. 

82**. GAS WORKS, and the Practice of Manufacturing and Distributing 



Coal Gas. By Samubl Hughbs, C.B. N«w Edition, revised by W. 
Richards, C.E. Illustrated. 3s. 

Ii;. SUBTERRANEOUS SURVEYING; an Elementary and Prac- 
tical Treatise on. By Thomas Fbnwick. Also the Method m Conducting 
Subterraneous Surveys without the Use of the Magnetic Needle, and other 
modern Improvements. By Thomas Baker, C.E. Illustrated, as. fid. 

ti8. CIVIL ENGINEERING IN NORTH AMERICA, • Sketch 
of. By David Stevenson, F.R.S.E., &c. Plates and Diagram** ^. 
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Civil engineering, etc., continued. 

120. HYDRAULIC ENGINEERING, the Rudiments of. By G. 

R. Burn ell, C.E., F.G.S. Illustrated. 3s. 

121. RIVERS AND TORRENTS. With the Method of Regulating 
' their Courses and Channels. By Professor Paul Frisi, F.R.S., of Milan. 

To which is added, AN ESSAY ON NAVIGABLE CANALS. Translated 
by Major-General John Garstin, of the Bengal Engineers. Plates. 2s. 6d. 



MECHANICAL ENGINEERING, ETC. 

33. CRANES, the Construction of, and other Machinery for Raising 

Heavy Bodies for the Erection of Buildings, and for Hoisting Goods. By 
Joseph Glynn, F.R.S., &c. Illustrated, zs. 6d. 

34. THE STEAM ENGINE, a Rudimentary Treatise on. By Dr. 

Lardner. Illustrated, zs. 

59. STEAM BOILERS : Their Construction and Management. By 
R. Armstrong, C.E. Illustrated, zs. 6d. 

63. AGRICULTURAL ENGINEERING: Farm Buildings, Motive 
Power, Field Machines, Machinery, and Implements. By G. H. Andrews, 
C.E. Illustrated. 3s. 

67. CLOCKS, WATCHES, AND BELLS, a Rudimentary Treatise 
on. By Sir Edmund Beckett .(late Edmund Beckett Denison, LL.D., Q.C.) 

* # * A New, Revised, and considerably Enlarged Edition of the above Standard 
Treatise, with very numerous Illustrations, is now ready, price 4s. 6d. ; 

77». THE ECONOMY OF FUEL, particularly with Reference to 
Reverbatory Furnaces for the Manufacture of Iron, and to Steam Boilers. 
By T. Symes Pridbaux. zs. 6d. 

82. THE POWER OF WATER, as applied to drive Flour Mills, 
and to give motion to Turbines and other Hydrostatic Engines. By Joseph * 
Glynn, F.R.S., &c. New Edition, Illustrated. 2s. 

98. PRACTICAL MECHANISM, the Elements of; and Machine 
Tools. By T. Baker, C.E. With Remarks on Tools and Machinery, by 
J. Nasmyth, C.E. Plates. 2s. 6d. 

114. MACHINERY, Elementary Principles of, in its Construction and 

Working. Illustrated by numerous Examples of Modern Machinery for 
different Branches of Manufacture. By C. D. Abel, C.E. zs. 6d. 

115. ATLAS OF PLATES. Illustrating the above Treatise. By 

C D Abel C.E 7s. 6d. 

125. THE COMBUSTION OF COAL AND THE PREVENTION 
OF SMOKE, Chemically and Practically Considered. With an Appendix. 
By C. Wye Williams, A.I.C.E. Plates. 3s. 

139. THE STEAM ENGINE, a Treatise on the Mathematical Theory 
of, with Rules at length, and Examples for the Use of Practical Men. By 
T. Baker, C.E. Illustrated, zs. 

162. THE BRASS FOUNDER'S MANUAL; Instructions for 

Modelling, Pattern-Making, Moulding, Turning. Filing, Burnishing, 
Bronzing, &c. With copious Receipts, numerous Tables, and Notes on Prime 
Costs and Estimates. By Walter Graham. Illustrated. 2s. 6d. 

164. MODERN WORKSHOP PRACTICE, as applied to Marine, 

Land, and Locomotive Engines, Floating Docks, Dredging Machines, 
Bridges, Cranes, Ship-building, &c, &c. By J. G. Winton. Illustrated. 3s. 

165. IRON AND HEAT, exhibiting the Principles concerned in the 

Construction of Iron Beams, Pillars, and Bridge Girders, and the Action of 
Heat in the Smelting Furnace. By J. Armour, C.E. Numerous Woodcuts. 
2s. 6d. 
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Mechanical Engineering, etc., continued. 

166. POWER IN MOTION: Horse-Power, Motion, Toothed-Wheel 

Gearing, Long and Short Driving Bands, Angular Forces. By Jambs 
Armour, C.E. With 73 Diagrams. 2s. 6d. 

167. THE APPLICATION OF IRON TO THE CONSTRUCTION 

OF BRIDGES, GIRDERS, ROOFS, AND OTHER WORKS. Showing 
the Principles upon which such Structures are designed, and their Practical 
Application. By Francis Campin, C.E. Numerous Woodcuts. 2s. 

171. THE WORKMAN'S MANUAL OF ENGINEERING 
DRAWING. By John Maxton, Engineer, Instructor in Engineering 
Drawing, Royal School of Naval Architecture and Marine Engineering, 
South Kensington. Illustrated with 7 Plates and nearly 350 Woodcuts. 3S.6d. 

SHIPBUILDING, NAVIGATION, MARINE 

ENGINEERING, ETC. 

51. NAVAL ARCHITECTURE, the Rudiments of; or, an Exposi- 
tion of the Elementary Principles of the Science, and their Practical Appli- 
cation to Naval Construction. Compiled for the Use of Beginners. By 
Jambs Pbakb, School of Naval Architecture, H.M. Dockyard, Portsmouth. 
Fourth Edition, corrected, with Plates and Diagrams. 3s. 6d. 

53». SHIPS FOR OCEAN AND RIVER SER VICE, Elementary 
and Practical Principles of the Construction of. By Hakon A. Sommkr- 
fbldt, Surveyor of the Royal Norwegian Navy. With an Appendix, is. 

53* ♦. AN ATLAS OFJSNGRA VINGS to Illustrate the above. Twelve 
large folding plates. Royal 4to, cloth. 7s. 6d. 

54. MASTING, MAST-MAKING, AND RIGGING OF SHIPS, 

Rudimentary Treatise on. Also Tables of Spars, Rigging, Blocks : Chain, 
Wire, and Hemp Ropes, 8cc, relative to every class of vessels. Together 
with an Appendix of Dimensions of Masts and Yards of the Royal Navy of 
Great Britain and Ireland. By Robert Kipping, N.A. Thirteenth Edition. 
Illustrated, is. 6d. 

54». IRON SHIP-BUILDING. "With Practical Examples and Details 
for the Use of Ship Owners and Ship Builders. By John Grantham, Con- 
sulting Engineer and Naval Architect. Fifth Edition, with important Addi- 
tions. 4s. 

54»*. AN ATLAS OF FORTY PLATES to Illustrate the above. 

Fifth Edition. Including the latest Examples, such as H.M. Steam Frigates 
" Warrior," " Hercules/' " Bellerophon ; " H.M. Troop Ship " Serapis," 
Iron Floating Dock, &c, &c. 4to, boards. 38s. 

55. THE SAILOR'S SEA BOOK: A Rudimentary Treatise on 

Navigation. I. How to Keep the Log and Work it off. II. On Finding the 
Latitude and Longitude. By Jambs Greenwood, B.A., of Jesus College, 
Cambridge. To which are added, Directions for Great Circle Sailing ; an 
Essay on the Law of Storms and Variable Winds ; and Explanations of 
Terms used in Ship-building. Ninth Edition, with several Engravings and 
Coloured Illustrations of the Flags of Maritime Nations. 2s. 

80. MARINE ENGINES, AND STEAM VESSELS, a Treatise 
on. Together with Practical Remarks on the Screw and Propelling Power, 
as used in the Royal and Merchant Navy. By Robert Murray, C.E.. 
Engineer- Surveyor to the Board of Trade. With a Glossary of Technical 
Terms, and their Equivalents in French, German, and Spanish. Fifth Edition, 
revised and enlarged. Illustrated. 3s. 

83 bis. THE FORMS OF SHIPS AND BOATS: Hints, Experiment- 
ally Derived, on some of the Principles regulating Ship-building. By W. 
Bland. Sixth Edition, revised, with numerous Illustrations and Models, xs. 6d. 

99. NAVIGATION AND NAUTICAL ASTRONOMY, in Theory 
and Practice. With Attempts to facilitate the Finding of the Time and the 
Longitude at Sea. By J. K. Young, formerly Professor of Mathematics ia 
Belfast College. Illustrated. 2s. 6d. , 
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Shipbuilding, Navigation, etc, continued. 

ioo*. TABLES intended to facilitate the Operations of Navigation tad 
Nautical Astronomy, as an Accompaniment to the above Book. By J. R. 
Young, is. 6d. 

106. SNIPS' ANCHORS, a Treatise en. By Geoioe Cotseli^ 

K.A. Illustrated, is. id. 

149. SAILS AND SAIL-MAKING, all Elementary Treatise on. 
With Draughting, and the Centra «f Biart of the Sails. Alto, Weights 

Sises of Ropea ; Masting. Rigging, and Sells ofSfteasa Vessels, fcc, fcc. 
Edition, enlarged, with an Appendix. By Rob*st Kir who, N.A., 
ailmaker, Quayside, Newcastle. Illustrated, as. 6d. 

135. THE ENGINEER'S GUIDE TO THE ROYAL AND 

MERCANTILE NAVIES. By a Practical Engineer. Revised by D. 
F. M'Carthy, late of the Ordnance Survey Office, Seuthajapten. 3a. 



PHYSICAL SCIENCE, NATURAL PHILO- 
SOPHY, ETC. 

1. CHEMISTR Y % for the Use of Beginner*. By Professor George 
Fownes, F.R.S. With ao Appendix, on the Application of Chemistry to 
Agriculture, is. 

I. NATURAL PHILOSOPHY, Introduction to the Stndy of; for 

the Use of Beginners. By C. Tomunson, lecturer on Natural Science in 
King's College School, London. Woodcutf. is. 6d. 

4. MINERALOGY, Rudiments of: a concise View of the Properties 
of Minerals. By A. Ramsey, Jun. Woodcuts and Steal Plates. 3s. 

6. MECHANICS, Rudimentary Treatise on; Being a concise Ex- 

position of the General Principles of Mechanical Science, And their Applica- 
tions. By Charles Tomlinson, Lecturer on Natural Science in King's 
College School, London. Illustrated, is. 6a, 

7. ELECTRICITY ; showing the General Principle* of Electrical 

Science, and the purposes to which it baa been applied. By Sir W. Snow 
Harris, F.R.S., tic. With considerable Auditions by R. Sabine, C.B., 
F.S.A. Woodcuts, xs. 6d. 
7». GALVANISM, Rudimentary Treatise on, and the General Prin- 
ciples of Animal and Voltaic Electricity. By Sir W. Snow Harris. New 
Edition, revised, with considerable Additions, by Robsrt Sabine, C.B., 
F.S.A. Woodcuts, is. 6d. { 

8. MAGNETISM ; being a concise Exposition of the General Prin- 

ciples of Magnetical Science, and the Purposes to which it has been applied. 
By Sir W. Snow Harris. New Edition, revised and enlarged by H. M. 
No ad, Ph.D., Vice-President of the Chemical Society, Author of "A 
Manual of Electricity," fcc, Ice. With 165 Woeocut*. 3a. 6d. 

II, THE ELECTRIC TELEGRAPH; its History and Progress; 

with Descriptions of some of the Apparatus. By R. Sarin*, C.E., F.S.A., fcc. 
Woodcuts. 38 

19. PNEUMATICS, for the Use of Beginners. By Chakles 

Tomlinson. Illustrated, is. 6d. 

7a. MANUAL OF THE MOLLUSC A ; a Treatise on Recent and 
Fossil Shells. By Dr. S. P. Woodward, A.L.S. With Appendix by 
Ralph Tatb, A.L.S., F.G.S. With numerous Plates and 300 Woodcuts, 

6s. 6d. Cloth boards, 7s. 6d. 

79* •. PHOTOGRAPHY, Popular Treatise on; with a Description of 
the Stereoscope, Ice. Translated from the French of D. Yam Mohckhoven, 
by W. H. Thornthwaiti, Ph.D. Woodcuts, is. 6d. 

06. ASTRONOMY. By the Rev. R. Main, M.A., F.R.S., Ac. 
New and enlarged Edition, with an Appendix on " Spectrum Analysis." 
Woodcuts, is. 6d. 

LONDON*. l-QCKWOOT* KKfc <^* 



WEALS'S RUDIMENTARY SERIES. 



Physical Science, Natural Philosophy, eto« f continued. 

97. STATICS AND DYNAMICS, the Principles and Practice af; 

Subracing also a clear development of Hydrostatic*, Hydrodynamics, and 
tntral Forces. By T, Baker, C.K. is. §4. 

138. TELEGRAPH, Handbook of the; a Manual of Telegraphy, 
Telegraph Clerks' Remembrancer, and Guide to Candidates for Employ- 
ment in the Telegraph Service. By R. Bond. Fourth Edition, revised and 
enlarged : to which is amended, QUESTIONS on MAGNETISM, ELEC- 
TRICITY, and PRACTICAL TELEGRAPHY, for the Use of Students, 
by \V. McGregor, First Assistant Superintendent* Indian Gov, Telegraphs. 
Woodcuts. 3s. 

143. MZPJSRIMSNTAL ESSAYS. By Charlk* Tojilinson. 

I. On the Motions of Camphor on Water. II. On the Motion of Camphor 
towards the Light. III. History of the Modern Theory of Dow. Woodcuts, is. 

173. PHYSICAL GEOLOGY, partly based on Major-General Port- 

lock's " Rudiments of Geology." By Ralph Tate, A.L.S., Iro. Numerous 
Woodcuts. ?s. 

174. HISTORICAL GEOLOGY, partly based on Major-General 

Portlock's " Rudiments." By Ralph Tate, A.L.S., etc. Woodcuts. 2s. 6d. 
173 RUDIMENTARY TREATISE ON GEOLOGY, Physical and 

& Historical. Partly baaed oa Major-General Portlock's "Rudiments of 
l9A Geology. By Ralph Tate, A.L.S., F.G.S., fcc, fcc. Numerous Illustr*. 

»*• lions, in One Volume. 4s. 6d. 

183. ANIMAL PHYSICS, Handbook of. By Dionysius Lardner, 

fo D.C.L., formerly Professor of Natural Philosophy and Astronomy in Uni- 
versitv College, London. With 520 Illustrations. In One Volume, cloth 
1 04* boards. 7s. 6d. 

* # * Sold oho in Tw Parts, as fallows .— 
j*3. Animal Physics. By Dr. Lardnbr. Part I., Chapter I— VII. as. 
1*4. Animal Physics. By Dr. Lardner. fart II. Chapter VIII— XVIII. js. 



MINING, METALLURGY, ETC. 

117. SUBTERRANEOUS SURVEYING, Elementary and Practical 
Treatise on, with and without the Magnetic Needle. By THOMAS Fenwick, 
Surveyor of Mines, and Thomas Baker, C.E. Illustrated, as. 6d. 

133. METALLURGY OF COPPER ; an Introduction to the Methods 

of Seeking, Mining, and Assaying Copper, and Manufacturing its Alloys. 
By Robert H. Lamborn, Ph.D. Woodcuts. 2s. 

134. METALLURGY OP SILVER AND LEAD. A Description 

of the Ores ; their Assay and Treatment, and valuable Constituents. By Dr. 
R. H. Lamborn. Woodcuts. 2s. 

133. ELECTRO-METALLURGY; Practically Treated. By Alex- 
ander Watt, F.R.S.S.A. New Edition. Woodcuts, as. 

172. MINING TOOLS, Manual of. For the Use of Mine Managers, 
Agents, Students, &c. Comprising Observations on the Materials from, and 
Processes by which, they are manufactured; their Special Uses, Applica- 
tions, Qualities, and Efficiency. By William Morgans, Lecturer on Mining 
at the Bristol School of Mines, as. 6d. 

I7*». MINING TOOLS, ATLAS of Engravings to Illustrate the 
above, containing S35 Illustrations of Mining Tools, drawn to Scale. 4te. 
4s. 6d. 

176. METALLURGY OP IRON, a Treatise on the. Containing 
Outlines of the History of Iron Manufacture, Methods of Assay, and Analyses 
of Iron Ores. Processes of Manufacture of Iron and Steel, &c. By H. 
Bauerman, F.G.8.. Associate of the Royal School of Mines. Fovrtji 
Edition, revised ana enlarged, with numerous Illustration*. «jt. *A» 
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Mining, Metallurgy, etc., continued. 

180. COAL AND COAL MINING: A Rudimentary Treatise on. 
By Warinoton W. Smyth. M.A.. F.R.S., 8tc, Chief Inspector of the 
Mines of the Crown and of tne Duchy of Cornwall. Second Edition, revised 
and corrected. With numerous Illustrations. 3s. 6d. 



EMIGRATION. 

154. GENERAL HINTS TO EMIGRANTS. Containing Notices 

of the various Fields for Emigration. With Hints on Preparation for 
Emigrating, Outfits, 8cc, &c. With Directions and Recipes useful to the 
Emigrant. With a Map of the World, as. 

157. THE EMIGRANTS GUIDE TO NATAL. By Robert 
Jambs Mann, F.R.A.S., F.M.S. Second Edition, carefully corrected to 
the present Date. Map. 2s. 

159. THE EMIGRANT'S GUIDE TO AUSTRALIA, New South 

Wales, Western Australia, South Australia, Victoria, and Queensland. By 
the Rev. James Baird, B.A. Map. 2s. 6d. 

160. THE EMIGRANT'S GUIDE TO TASMANIA and NEW 

ZEALAND. By the Rev. James Baird, B.A. With a Map. 2s. 

159 & THE EMIGRANTS GUIDE TO AUSTRALASIA. By the 
100. Rev. J. Baird, B.A. Comprising the above two volumes, i2mo, cloth boards. 
With Maps 01 Australia and New Zealand. 5s. 



AGRICULTURE. 

29. THE DRAINAGE OF DISTRICTS AND LANDS. By 
G. Drysdalh Dhmpsey, C.E. Illustrated, is. 6d. 
%« With " Drainage of Towns and Buildings," in One Vol., 3*. 

63. AGRICULTURAL ENGINEERING: Farm Buildings, Motive 
Powers and Machinery of the Steading, Field Machines, and Implements. 
By G. H. Andrews, C.E. Illustrated. 3s. 

66. CLAY LANDS AND LOAMY SOILS. By Professor 
Donaldson, xs. 

131. MILLER'S, MERCHANTS, AND FARMER'S READY 
RECKONER, for ascertaining at sight the value of any quantity of Corn, 
from One Bushel to One Hundred Quarters, at any given price, from £1 to 
£5 per quarter. Together with the approximate values of Millstones and 
Millwork, &c. xs. 

140. SOILS, MANURES, AND CROPS (Vol. 1. Outlines of 

Modern Farming.) By R. Scott Burn. Woodcuts. 2s. 

141. FARMING AND FARMING ECONOMY, Notes, Historical 

and Practical on. (Vol. 2. Outlines of Modern Farming.) By R. Scott 
Burn. Woodcuts. 3s. 

142. STOCK; CATTLE, SHEEP, AND HORSES. (Vol. 3. 

Outlines of Modern Farming.) By R. Scott Burn. Woodcuts. 2s. 6d. 

145. DAIRY, PIGS, AND POULTRY, Management of the. By 

R. Scott Burn. With Notes on the Diseases of Stock. (Vol. 4. Outlines 
of Modern Farming.) Woodcuts. 2s. 

146. UTILIZATION OF SEWAGE, IRRIGATION, AND 

RECLAMATION OF WASTE LAND. (Vol. 5. Outlines of Modern 
Farming.) By R. Scott Burn. Woodcuts. 2s. 6d. 

*** Nos. 140-1-2-5-6, in One Vol., handsomely half-bound, entitled " Outlines of 
Modern Farming." By Robert Scott Burn. Price 12s. 

177. FRUIT TREES; The Scientific and Profitable Culture of. From 
the French of Du Breuil, Revised by Geo. Glenny. 187 Woodcuts. 3s. 6d. 
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FINE ARTS. 

20. PERSPECTIVE FOR BEGINNERS. Adapted to Young 
Students and Amateurs in Architecture, Painting, &c. By George Pynb, 
Artist. Woodcuts. 2s. 

27. A GRAMMAR OF COLOURING, applicable to House Paint- 
ing. Decorative Architecture, and the Arts, for the Use of Practical Painters 
ana Decorators. By George Field, Author of " Chromatics ; or, The Ana- 
logy, Harmony, and Philosophy of Colours," &c. Enlarged by Ellis A. 
'Davidson. Coloured Illustrations. 2s. 6d. 

40. GLASS STAINING; or, Painting on Glass, The Art of. Com- 

prising Directions for Preparing the Pigments and Fluxes, laying them upon 
the Glass, and Firing or Burning in the Colours. From the German of Dr. 
Gessert. To which is added, an Appendix on The Art of Enamelling, 

41. PAINTING ON GLASS, The Art of. From the German of 

Emanuel Otto Fromberg. is. 

69. MUSIC, A Rudimentary and Practical Treatise on. With 
numerous Examples. By Charles Child Spencer. 2s. 

71. PIANOFORTE, The Art of Playing the. "With numerous Exer- 
cises and Lessons. Written and Selected from the Best Masters, by Charles 

CI WTT.D ^PH NPRR I S 6q 

181. PAINTING POPULARLY EXPLAINED, including Fresco, 
Oil, Mosaic, Water Colour, Water-Glass, Tempera, Encaustic, Miniature. 
Painting on Ivory, Vellum, Pottery, Enamel, Glass, &c. With Historical 
Sketches of the Progress of the Art by Thomas John Gullick, assisted by 
John Timbs, F.S.A. Third Edition, revised and enlarged, with Frontispiece 
and Vignette. 5s. 

ARITHMETIC, GEOMETRY, MATHEMATICS, 

ETC. 

32. MATHEMATICAL INSTRUMENTS, a Treatise on; in which 
their Construction, and the Methods of Testing, Adjusting, and Using them 
are concisely Explained. By J. F. Heather, M.A., of the Royal Military 
Academy, Woolwich. Original Edition, in x vol., Illustrated, xs. 6d. 
%* In ordering- the above, be careful to say, "Original Edition" or give the number 
in the Series (32) to distinguish it from the Enlarged Edition in 3 vols. 
(Nos. 168-9-70). 
60. LAND AND ENGINEERING SURVEYING, a Treatise on; 
with all the Modern Improvements. Arranged for the Use of Schools and 
Private Students ; also for Practical Land Surveyors and Engineers. By 
iT. Baker, C.E. New Edition,*revised by Edward Nugent, C.E. Illustrated 
with Plates and Diagrams. 2s. 

6l«. READY RECKONER FOR THE ADMEASUREMENT 

;OF LAND. By Abraham Arman, Schoolmaster, Thurleigh, Beds. To 

; which is added a Table, showing the Price of Work, from 2s. 6d. to £1 per 

acre, and Tables for the Valuation of Land, from xs. to £1,000 per acre, and 

from one pole to two thousand acres in extent, &c, &c. xs. 6d. 

76. DESCRIPTIVE GEOMETRY, an Elementary Treatise on; 

, with a Theory of Shadows and of Perspective, extracted from the French of 

, G. Monge. To which is added, a description of the Principles and Practice 

,'of Isometrical Projection; the whole being intended as an introduction to the 

' Application of Descriptive Geometry to various branches of the Arts. By 

J. F. Heather, M.A. Illustrated with 14 Plates. 2s. 

178. PRACTICAL PLANE GEOMETRY: giving the Simplest 

Modes of Constructing Figures contained in one Plane and Geometrical Con* 
struction of the Ground. By J. F. Heather, M.A. With 2x5 Woodcuts. 2s. 

179. PROJECTION: Orthographic, Topographic, and Perspective: 

giving the various Modes of Delineating Solid Forms by Constructions on a 
Single Plane Surface. By J. F. Heather, M.A. [In preparation. 

* # * The above three volumes will form a Complete Elembntubc? Oararws*. <s* 

Mathematical Drawing. 
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Arithmetic, Geometry, Mathematics, etc., continued. 

83. COMMERCIAL BOOK-KEEPING, With Commercial Phrases 

and Forms in English, French, Italian, and German. By James Haddon, 
M.A., Arithmetical Master of King's College School, London* is. 

84. ARITHMETIC, a Rudimentary Treatise on : with full Explana- 

tions of its Theoretical Principles, and numerous Examples for Practice. For 
the Use of Schools and for Self- Instruction. By J. R. Young, late Professor 
of Mathematics in Belfast College. New Edition, with Index, zs. 6d. 

84* 4 Key t° tnc above, containing Solutions is full to the Exercises, together 
with Comments, Explanations, and Improved Processes, for the Use of 
Teachers and Unassisted Learners. By J. R. Young, is. 64. 

85. EQUA TIONAL ARITHMETIC, applied to Questions of Interest, 

8c*. Annuities, Life Assurance, and General Commerce ; with various Tables by 
which all Calculations may be greatly facilitated. By W. Hipslby. In Two 
Parts, is. each ; or in One Vol. %%. 

86. ALGEBRA, the Elements of. By James Haddon, M.A., 

Second Mathematical Master of King's College School. With Appendix, 
containing miscellaneous Investigations, and a Collection of Problems in 
various parts of Algebra, ss. 

86* A Key and Companion to the above Book, forming an extensive repository of 
Solved Examples and Problems in Illustration of the various Expedients 
necessary in Algebraical Operations. Especially adapted for Self-Instruc- 
tion. By J. R. young, xs. 6d. 

88. EUCLID, The Elements of : with many additional Proposition! 

80. and Explanatory Notes : to which is prefixed, an Introductory Essay on 
Logic. By Henry Law, C.E. 2s. 6d. 

*** Sold also separately, vix* : — 

88. " Euclid, The First Three Books. By Hbmry Law, C.E. is. 

89. Euclid, Books 4, 5, 6, 11, 12. By Henry Law, C.E. is. 6d. 

90. ANALYTICAL GEOMETRY AND CONICAL SECTIONS, 

a Rudimentary Treatise on. By Jambs Hann, late Mathematical Master of 
King's College School, London. A New Edition, re-written and enlarged 
by J. R. Young, formerly Professor of Mathematics at Belfast College. 2s. 

91. PLANE TRIGONOMETRY, the Elements of. By James 

Hann, formerly Mathematical Master of King's College, London, is. 

92. SPHERICAL TRIGONOMETRY, the Elements of. By Jamhs 

Hann. Revised by Charles H. Dowlimo, C.E. is. 
%• Or with " The Elements of Platte Trigonometry ," in One Volume, 2s. 

93. MENSURATION AND MEASURING, for Students and Prac- 

tical Use. With the Mensuration and Levelling of Land for the Purposes d 
Modem Engineering. By T. Raker, C.E. New Edition, with Corrections 
and Additions by E. Nugent, C.E. Illustrated, is. 6d. 

94. LOGARITHMS, a Treatise on; with Mathematical Tables for 

facilitating Astronomical, Nautical, Trigonometrical, and Logarithmic Calcu- 
lations ; Tables of Natural Sines and Tangents and Natural Cosines. By 
Henry Law, C.J5. Illustrated, as. 6d. 

101*. MEASURES, WEIGHTS, AND MONEYS OF ALL NA- 
TIONS, and an Analysis of the Christian, Hebrew, and Mahometan 
Calendars. By W. S. B. Woolhouse, E.R.A.S., fcc. is. 6d. 

102. INTEGRAL CALCULUS, Rudimentary Treatise on the. By 

Homersham Cox, B.A. Illustrated, is. 

103. INTEGRAL CALCULUS, Examples on the. By James Hann, 

late of King's College, London. Illustrated, is. 

101. DIFFERENTIAL CALCULUS, Examples of the. By W. S. B. 
Woolhousk, F.R.A.S., lie. is. 6d. 

104. DIFFERENTIAL CALCULUS, Examples and Solutions of the. 

By James Haddon, M.A. is. 
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Arithmetic, Geometry, Mathematics, etc., continued. 

105. MNEMONICAL LESSONS. — Geometry, Ai.gebra, and 
Trigonometry, in Easy Mneraonical Lessons. By the Rev. Thomas 
Pknyngton Kjrkman, M.A. is. 6d. 

136. ARITHMETIC, Rudimentary, for the Use of Schools and Self- 

Instruction. By James Haddox, M.A. Revised by Abraham Arman. 
is. 64. 

137. A Key to Haddon's Rudimentary Arithmetic. By A. Arman. is. 6d. 

147. ARITHMETIC, Stepping- Stone to; Being a Complete Course 

of Exercises in the First Four Rules (Simple and Compound), on an entirely 
new principle. For the Use of Elementary Schools of every Grade. Intended 
as an Introduction to the more extended works on Arithmetic. By Abraham 
Arman. is. 

148. A Key to Stepping-Stoke to Arithmetic. By A. Arman. is, 

158. THE SLIDE RULE, AND HOW TO USE IT; Containing 
full, easy, and simple Instructions to perform all Business Calculations with 
unexampled rapidity and accuracy. By Charles Hoare, C.E. With a 
Slide Rule in tuck of cover. 3s. 

168. DRAWING AND MEASURING INSTRUMENTS. Includ- 

ing — I. Instruments employed in Geometrical and Mechanical Drawing, 
ana in the Construction, Copying, and Measurement of Maps and Plans. 
II. Instruments Used for the purposes of Accurate Measurement, and for 
Arithmetical Computations. By J. F. Heather, M.A., late of the Royal 
Military Academy. Woolwich, Author of " Descriptive Geometry," &c, &c. 
Illustrated, is. 6a. 

169. OPTICAL INSTRUMENTS. Including (more especially) Tele- 

scopes, Microscopes, and Apparatus for producing copies of Maps and Plans 
by Photography. By J. F. Heather, M.A. Illustrated, is. 6d. 

170. SURVEYING AND ASTRONOMICAL INSTRUMENTS. 

Including — I. Instruments Used for Determining the Geometrical Features 
of a portion of Ground. II. Instruments Employed in Astronomical Observa- 
tions. By J. F. Heather, M.A. Illustrated, is. 6d. 

The above three volumes form an enlargement of the Author's original work. 
" Mathematical instruments: their Construction, Adjustment, Testing, and Use, 
the Eleventh Edition of which is on sale, price is. 6d. (See No. 32 in the*Series.) 

,68.) MATHEMATICAL INSTRUMENTS. By J. F. Heather, 

169. r M.A. Enlarged Edition, for the most part entirely re- written. The 3 Parts as 
170..) above, in One thick Volume. With numerous Illustrations. Cloth boaids. 5s. 
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LEGAL TREATISES. 



50. THE LAW OF CONTRACTS FOR WORKS AND SER- 
VICES. By David Gibbons. Third Edition, Enlarged, js. 

107. COUNTY COURT GUIDE, Plain Guide for Suitors in the 
County Court. By a Barristrr. is. 6d. 

io8. THE METROPOLIS LOCAL MANAGEMENT ACT, 18th 
and 19th Vict., c. 120; 19th and 20th Vict., c. 112; 21st and 22nd Vict., 
c. 104 ; 24th and 25th Vict., c. 61 ; also, the last Pauper Removal Act., and 
the Parochial Assessment Act. is. 6d. 

108*. THE METROPOLIS LOCAL MANAGEMENT AMEND- 
ME NT ACT, 1862, 25th and 26th Vict., c. 120. Notes and an Index, is. 
%• With the Local Management Act, in One Volume, 2s. 6d. 1 

i Si. A HANDY BOOK ON THE LAW OF FRIENDLY, IN- 
DUSTRIAL &- PROVIDENT BUILDING &> LOAN SOCIETIES. 
With copious Notes. By Nathaniel White, of H.M. Civil Service, is. 

163. THE LAW OF PATENTS FOR INVENTIONS; and on 
the Protection of Designs and Trade Marks. By F. W. Campin* Basxvstes.- 
at -Law. 2s. 
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MISCELLANEOUS VOLUMES. - 

36. A DICTIONARY OF TERMS used in ARCHITECTURE, 
BUILDING, ENGINEERING, MINING, METALL URGY, ARCHE- 
OLOGY, the FINE ARTS, frc. With Explanatory Observations on various 
Subjects connected with Applied Science and Art. By John Wkau. 
Fourth Edition, with numerous Additions. Edited by Robert Hunt, F.R.S., 
Keeper of Mining Records, Editor of Ure's " Dictionary of Arts, Manufac- 
tures, and Mines/' Numerous Illustrations. 5s. 

112. MANUAL OF DOMESTIC MEDICINE. Describing the 

Symptoms, Causes, and Treatment of the most common Medical and Surgical 
Affections. By R. Gooding, B.A., M.B.. The whole intended as a Family 
Guide in all Cases of Accident and Emergency, as. 

112*. MANAGEMENT OF HEALTH. A Manual of Home and 
Personal Hygiene. Being Practical Hints on Air, Light, and Ventilation ; 
Exercise, Diet, and Clothing ; Rest, Sleep, and Mental Discipline ; Bathing 
and Therapeutics. By the Rev. James Baird, B.A. is. 

113. FIELD ARTILLERY ON SERVICE, on the Use of. With 

especial Reference to that of an Army Corps. For Officers of all Arms. 
By Taubbrt, Captain, Prussian Artillery. Translated from the German by 
Lieut.-Col. Henry Hamilton Maxwell, Bengal Artillery, is. 6d. 

H3». SWORDS, AND OTHER ARMS used for Cutting and Thrust- 
ing, Memoir on. By Colonel Marby. Translated from the French by 
Colonel H. H. Maxwell. With Notes and Plates, zs. 

150. LOGIC, Pure and Applied. By S. H. Emmens. Third 
Edition, is. 6d. 

152. PRACTICAL HINTS FOR INVESTING MONEY. With 

; an Explanation of the Mode of Transacting Business on the Stock Exchange. 
By Francis Playford, Sworn Broker, is. 

153. SELECTIONS FROM LOCKE'S ESSAYS ON THE 

HUMAN UNDERSTANDING. With Notes by S. H. Emmens. as. 



EDUCATIONAL AND CLASSICAL SERIES. 



HISTORY. 

1. England, Outlines of the History of; more especially with 

reference to the Origin and Progress of the English Constitution. A Text 
Book for Schools and Colleges. By William Douglas Hamilton, F.S.A., 
of Her Majesty's Public Record Office. Fourth Edition, revised and brought 
down to 1872. Maps and Woodcuts. 5s. ; cloth boards, 6s. Also in Five 
Parts, is. each. 

5. Greece, Outlines of the History of; in connection -with the 

Rise of the Arts and Civilization in Europe. By W. Douglas Hamilton. 
of University College, London, and Edward Levien, MJL, of Balliol 
College, Oxford. 2s. 6d. ; cloth boards, 3s. 6d. 

7. Rome, Outlines of the History of: From the Earliest Period 

to the Christian Era and the Commencement of the Decline of the Empire. 
By Edward Levien, of Balliol College, Oxford. Map, 2s. 6d. ; cl. bds. 3s. 6d. 

9. Chronology of History, Art, Literature, and Progress, 

Jfrom the Creation of the World to the Conclusion of the Franco-German 
War. The Continuation by W. D. Hamilton, F.S.A., of Her Majesty's 
' Record Office. 3s. ; cloth boards, 3s. 6d. 

50. Dates and Events in English History, for the use of 

Candidates in Public and Private Examinations. By the Rev. Edgar Rand, 
B.A. is. 
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, ENGLISH LANGUAGE AND MISCEL- 
LANEOUS. 

11. Grammar of the English Tongue, Spoken and Written. 

With an Introduction to the Study of Comparative Philology. By Hydb 
Clarke, D.C.L. Third Edition, is. 

11*. Philology: Handbook of the Comparative Philology of English, 
Anglo-Saxon, Frisian, Flemish or Dutch, Low or Piatt Dutch/High Dutch 
or German, Danish, Swedish, Icelandic, Latin, Italian, French, Spanish, and 
Portuguese Tongues. By Hyde Clarke, D.C.L. is. 

12. Dictionary of the English Language, as Spoken and 

Written. Containing above 100,000 Words. By Hyde Clarke, D.C.L. 
3s. 6d. ; cloth boards, 4s. 6d. ; complete with the Grammar, cloth bds., 5s. 6d. 

48. Composition and Punctuation, familiarly Explained for 

those who have neglected the Study of Grammar. By Austin Brenan. 
16th Edition, is. 

49. Derivative Spelling-Book : Giving the Origin of Every Word 

from the Greek, Latin, Saxon, German, Teutonic, Dutch, French, Spanish, 
and other Languages ; with their present Acceptation and Pronunciation. 
By J. Rowbotham, F.R.A.S. Improved Edition, is. 6d. 

51. The Art of Extempore Speaking ; Hints for the Pulpit, the 

Senate, and the Bar. By M. Bautain, Vicar-General and Professor at the 
Sorbonne. Translated from the French. Fifth Edition, carefully corrected. 
2s. 6d. 

52. Mining and Quarrying, with the Sciences connected there- 

with. First Book of, for Schools. By T. H. Collins, F.G.S., Lecturer to 
the Miners' Association of Cornwall and Devon, is. 6a. 

53. Places and Facts in Political and Physical Geography, 

for Candidate* in Public and Private Examinations. By the Rev. Edgar 
Rand, B.A. is. 

54. Analytical Chemistry, Qualitative and Quantitative, a Course 

of. To which is prefixed, a Brief Treatise upon Modern Chemical Nomencla- 
ture and Notation. By yVm. W. Pink, Practical Chemist, &c, and George 
;E. Webster, Lecturer on Metallurgy and the Applied Sciences, Notting- 
ham, as. 

THE SCHOOL MANAGERS' SERIES OF READING 

BOOKS, 

Adapted to the Requirements of the New Code. Edited by the Rev. A. R. Grant, 
Rector of Hitcham, and Honorary Canon of Elyj formerly H.M. Inspector 
of Schools. 

s. d. s. a. 

Introductory Primcr . o 3 Third Standard . • • .10 
First Standard . .06 Fourth „ ....12 
Second „ . . o 10 Fifth „ ....16 

V ^ Sixth Standard in Preparation. 
Lessons from the Bible. Part I. Old Testament, is. 
Lessons from the Bible. Part II. New Testament ? to which is added 
The Geography of the Bible, for very young Children. By Rev. C. 
Thornton Forstbr. is. 2d. * # * Or the Two Parts in One Volume, as. 



FRENCH. 

64. French Grammar. With Complete and Concise Rules on the 

Genders of French Nouns. By G. L. Strauss, Ph.D. zs. 
25. French-English Dictionary. Comprising a large number of 
New Terms used in Engineering, Mining, on Railways, &c. By Als«s» 



Elwbs. is. 6d. 
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French, continued. 

26. English-French Dictionary. By Alfred Elwks. 2s. 
25,26. French Dictionary (as above). C>rgplete, in One Vol., 3s.; 

cloth boards, 3s. 6d. %* Or with the Grammar, cloth boards, 4s. 6d. 

47. French and English Phrase Book : Containing Intro- 
ductory Lessons, with .translations, for the convenience of Students ; several 
Vocabularies of Words, a Collection of suitable Phrases, and Easy Familiar 
Dialogues, zs. 

GERMAN. 

39. German Grammar, Adapted for English Students, from 

Heyse's Theoretical and Practical Grammar, by Dr. G. L. Strauss, is. 

40. German Reader : A Series of Extracts, carefully culled from the 

most approved Authors of Germany; with Notes, Philological and Ex- 
planatory. By G. L. Strauss, Ph.D. is. 

41. German Triglot Dictionary. By Nicholas Esterhazy, 

S. A. Hamilton. Part I. English-German-French, is. 

42. German Triglot Dictionary. Part II. German-French- 

English, xs. 

43. German Triglot Dictionary. Part III. French-German- 

English. IS. 

41-43. German Triglot Dictionary (as above), in One Vol., 3s.,' 
cloth boards, 4s. %* Or with the German Grammar, cloth boards, 5s. 

ITALIAN. 

27. Italian Grammar, arranged in Twenty Lessons, with a Course 

of Exercises. By Alfred Elwks. is. 

28. Italian Triglot Dictionary, wherein the Genders oY all the 

Italian and French Nouns are carefully noted down. By Alfred Elwes. 
Vol. 1. Italian-English-French. 2s. 

30. Italian Triglot Dictionary. By A. Elwes. Vol. 2. 

English-French-Italian. 2S. 

32. Italian Triglot Dictionary. By Alfred Elwes. Vol. 3. 

French- Italian -English, as. 

28,30, Italian Triglot Dictionary (as above). In One Vol., 6s. ; 
32. cloth boards, 7s. 6d. * # * Or with the Italian Grammar, cloth bds., 8s. 6d. 



SPANISH. 

34. Spanish Grammar, in a Simple and Practical Form. With 

a Course of Exercises. By Alfred Elwes. is. 

35. Spanish-English and English-Spanish Dictionary. 

Including a large number of Technical Terms used in Mining, Engineering, &c, 
with the proper Accents and the Gender of every Noun. By Alfred Elwes. 
4*. ; cloth boards, 5s. *#* Or with the Grammar, cloth boards, 6s. 

HEBREW. 

46*. Hebrew Grammar. By Dr. Bresslau. is. 
44. Hebrew and English Dictionary, Biblical and Rabbinical ; 

containing the Hebrew and Chaldee Roots of the Old Testament Post- 
Rabbinical "Writings. By Dr. Bresslau. 6s. %• Or with the Grammar, 7s. 

46. English and Hebrew Dictionary. By Dr. Bresslau. 3s. 

14,46. Hebrew Dictionary (as above), in Two Vols., complete, with 
46: the Grammar, cloth boards, 124. 
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LATIN. 

19. Latin Grammar. Containing the Inflections ancf Elementary 

Principles of Translation and Construction. By the Rev. Thomas Goodwin, 
M.A., Head Master of the Greenwich Proprietary School, is. 

20. Latin-English Dictionary. Compiled from the best Autho- 

rities. By. the Rev. Thomas Goodwin, M.A. 2s. 

22. English- Latin Dictionary; together with an Appendix of 

French and Italian Words which have their origin from the Latin. By the 
Rev. Thomas (Goodwin, M.A. is. 6d. 

20,22. Latin Dictionary (as above). Complete in One Vol., 3s. 6d. ; 
doth boards, 4s. 6d. %* Or with the Grammar, cloth boards, 5s. 6d. 

LATIN CLASSICS. With Explanatory Notes in English. 

1. Latin Delectus. Containing Extracts from Classical Authors, 

with Genealogical Vocabularies and Explanatory Notes, by Henry Yqunq, 
lately Second Master of the Royal Grammar School, Guildford, is. 

2. Ga^saris Commentarii de Bello Gallico. Notes, and a Geographical 
: Register for the Use of Schools, by H. Young, as. 

12. Ciceronis Oratio pro Sexto Roscio Amerino. Edited, with an 
Introduction, Analysis, and Notes Explanatory and Critical, by the Rev. 
Jambs Davies, M.A. is. 

14. Ciceronis Cato Major, Laelius, Brutus, sive de Senectute, de Ami- 
citia, de Claris Oratoribus Dialogi. With Notes by W. Brownrigg Smith, 
M.A., F.R.G.S. as 

3. Cornelius Nepos. With Notes. Intended for the Use of 

Schools. By H. Young, is. 

6. Horace; Odes, Epode, and Carmen Sseculare. Notes by H. 

Young, is. 6d. 

7. Horace; Satires, Epistles, and Ars Poetica. Notes by W. Brown- 

rigg Smith, M.A., F.R.G.S. is. 6d. 

21. Juvenalis Satirae. With Prolegomena ancj Notes by T. H. S. 

Escott, B.A., Lecturer on Logic at King's College, London, is. 6d. 

16. Llvy : History of Rome. Notes by H. Young and W. B. Smith, 

M.A. Part 1. Books i., ii., is. 6d. 
l6*. — — Part 2. Books iii., iv., v., is. 6d. 

17. Part 3. Books xxi. xxii., is. 6J. 

8. Sallustii Crispi Catalina et Bellum Jugurthinum. Notes Critical 

and Explanatory, by W. M. Donnb, B.A^ Trinity College, Cambridge. 
is. 6d. 

io. Terentil Adelphi Hecyra, Phormio. Edited, with Notes, Critical 
and Explanatory, by the Rev. James Davies, M.A. 2s. 

9. Terentii Andria et Heautontimorumenos. With Notes, Critical 

and Explanatory, by the Rev. James Davies, M.A. is. 6d. 

II. Terentii Eunuchus, Comosdia. Edited, with Notes, by the Rev. 
James Davies, M.A. is. 6J. Or the Adelphi, Andria, and Eunuchus, 
3 vols, in 1, cloth boards, 6s. 

4. Virgilii Maronis Bucolica et GeQrgica. With Notes on the Buco- 

lics by W. Rushton, M.A., and on the Georgics by H. Young, is. 6d. 

5. Virgilii Maronis uEncis. Notes, Critical and Explanatory, by H. 
Young. 2s. 

19. Latin Verse Selections, from Catullus, Tibullus, Propertius, 

and Ovid. Notes by W. B. Donne, M.A., Trinity College, Cambridge, t. 

20. Latin Prose Selections, from Varro, Columella, Vitruvius, 

Seneca, Quintilian, Florus, Velleius Paterculus, Valerius Maxv\n»s S^obSim- 
nius, ApuhMus, 8cc. Notes by W. B. D0Nm t 'NLA. **. 
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GREEK. 

14. Greek Grammar, in accordance with the Principles and Philo- 
logical Researches of the most eminent Scholars of our own day. By Hans 
Claudi Hamilton, is. 

15,17. Greek Lexicon. Containing all the "Words in General Use, with 

their Significations, Inflections, and Doubtful Quantities. By Henry R. 
Hamilton. Vol. 1. Greek -English, 2s. ; Vol. 2. English-Greek, 2s. Or the 
Two Vols, in One, 4s. : cloth boards, 5s. 

14,15. Greek Lexicon (as above). Complete, with the Grammar, in 

17. One Vol., cloth boards, 6s. 
GREEK CLASSICS. With Explanatory Notes in English. 

1. Greek Delectus. Containing Extracts from Classical Authors, 
with Genealogical Vocabularies and Explanatory Notes, byH. Young. New 
Edition, with an improved and enlarged Supplementary Vocabulary, by John 
Hutchison, M.A., of the High School, Glasgow, is. 

30. -££schylus : Prometheus Vinctus : The Prometheus Bound. From 
the Text of Dindorf. Edited, with English Notes, Critical and Explanatory, 
by the Rev. Jambs Davibs, M.A. is. 

32. -^Eschylus : Septem Contra Thebes : The Seven against Thebes. 
From the Text of Dindorf. Edited, with English Notes, Critical and Ex- 
planatory, by the Rev. Jambs Davibs, MA. is. 

40. Aristophanes : Acharnians. Chiefly from the Text of C. H. 

Wbise. With Notes, by C. S. T. Townshend, M.A. is. 6d." 
26. Euripides s Alcestis. Chiefly from the Text of Dindorf. With 

Notes, Critical and Explanatory, by John Milner, B.A. is. 

23. Euripides : Hecuba and Medea. Chiefly from the Text of Din- 
dorf. With Notes, Critical and Explanatory, by W. Brownrigg Smith, 
M.A., F.R.G.S. is. 6d. 

14-17. Herodotus, The History of, chiefly after the Text of Gaisford. 
With Preliminary Observations and Appendices, and Notes, Critical and 
Explanatory, by T. H. L. Leary, M.A., D.C.L. 

Part 1. Books i., ii. (The Clio and Euterpe), is. 6d. 

Part 2. Books Hi., iv. (The Thalia and Melpomene), is. 6d. 

Part 3. Books v.-vii. (The Terpsichore, Erato, and Polymnia) is. 6d. 

Part 4. Books viii., iv. (The Urania and Calliope) and Index, is. 6d. 

5-12. Homer, The "Works of. According to the Text of Bakumlein. 

With Notes, Critical and Explanatory, drawn from the best and latest 

Authorities, with Preliminary Observations and Appendices, by T. H. L. 

Leary, M.A., D.C.L. 

The Iliad : Part I. Books i. to vi., is. 6d. Part 3. Books xiii. to xviii., is. 6d. 

Part 2. Books vii.toxii., rs. 6d. Part 4. Books xix. to xxiv., is. 6d. 

Part 3. Books xiii. to xviii., is. 6d. 
Part 4. Books xix. to xxiv., and 
Hymns, 2s. 

4. Lucian's Select Dialogues. The Text carefully revised, with 
Grammatical and Explanatory Notes, by H. Young, is. 

13. Plato's Dialogues : The Apology of Socrates, the Crito, and 
the Phaedo. From the Text of C. F. Hermann. Edited with Notes, Critical 
and Explanatory, by the Rev. James Davibs, M.A. 2s. 

18. Sophocles : CEdipus Tyrannus. Notes by H. Young, is. 

20. Sophocles: Antigone. From the Text of Dindorf. Notes, 
Critical and Explanatory, by the Rev. John Milner, B.A. 2s. 

41. Thucydidess History of the Peloponnesian War. Notes by H. 

Young. Book 1. is. 
2, 3. Xenophoirs Anabasis ; or, The Retreat of the Ten Thousand. 
Notes and a Geographical Register, by H. Young. Part 1. Books i. to hi., 
is. Part 2. Books iv. to vii., is. 

42. Xenophon's PanegT^^ otv ^^silaus. Notes and Intro- 
duction by Ll. F. W. 3*vmT. is. 6&. , 
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The Odyssey : Part 1. Books i. to vi v is. 6d. 
Part 2. Books vii. to xii., is. 6d. 



■ \ 



